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CHAPTER I 

THE ELECTRIC ARC 

QBNBRAL REMARKS 

The Open Arc.---Sir Humphrej Davy, in a lecture before the 
Boyal Institution in 1801, speaks of a spark passing between 
two pieces of well-bumed charcoal which was " of a vivid white- 
ness " ; * however, it was not until 1808 that, with a battery of 
2000 voltaic elements, he was enabled to bring '' the electric 
flame " to general notice. With this large voltage and fairly 
large current he produced a continuous discharge through 
heated air nearly 3 inches in length and of a " vivid light." 

If, with a sufficient voltage, a circuit carrying a large current 
be slowly broken, a great evolution of heat occurs with a con- 
sequent brilliant Ught, the colour of which depends to a 
certain extent upon the composition of the materials of the 
separated ends ; the current maintaining the circuit by 
vaporizing the material and carrying it across the gap. With 
metals a F.D. of 10 volts or even less will be sufficient to 
Tnaintain the discharge. When, as in Davy's experiment, 
carbon rods be chosen and connected to a direct current E.M.F. 
of at least 40 volts, on slowly separating their tips a brilliant 
white light results. It is this light which is produced in an 
ordinary arc lamp. In Davy's experiment the rods were 

* Ja/wmdl of the Boyal InstiMion, 1802, voL L p. 166. 
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horizontal^ and the discharge, influenced by an upward current 
of hot air together with its tendency to enlarge due to 
the expansion of the vapour, causes it to take the form of 
an arcTi; and in 1820, in describing the effect of a magnet on 
the discharge, he definitely named the electric flame-r-the arc. 
With the advent of vertical co-axial carbons, although the 
discharge is no longer arch-shaped, the name of arc still 
remains. 

Owing to the intense heat, charcoal bums away very 
rapidly, and a considerable improvement was made in 1843 by 
the use of carbon from gas retorts, which lasts for a longer 
period^ though it may be pointed out that charcoal gives a 
larger and more diffused flame. In 1877, Siemens Bros, intro- 
duced the " cored " carbon, in which the carbon is provided with 
a central core of carbon much softer than the rod. Modem 
arc lamp carbons (excepting so-called chemical or treated 
carbons) are generally made by mixing retort carbon with soot 
and coal-tar to form a thick paste, which is afterwards forced 
through dies under pressure, the resulting rods being bcdced to 
a high temperature. The softer carbons are rich in soot, whilst 
the harder ones contain more retort carbon. A needle, placed 
in the centre of the die, leaves a central space in the carbon rod 
for the core consisting of a mixture of carbon and sodium or 
potassium silicate which is squirted through ; the cored carbon 
being afterwards heated to dry the mixture. 

As the distance between the carbon tips in either the 
horizontal or vertical position is increased by actual burning 
away, or by hand manipulation, the resistance of the arc 
becomes greater, and with a given constant P.D. across the 
carbons the current falls until a point is reached when the arc 
will fail (unless the carbons are brought nearer to one another 
again). The arc is thus broken and the current can no longer 
pass through the carbon vapour that fills the space between the 
tips, until the carbons are brought into contact once more and 
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separated. Starting the arc in this manner is called *' striking 
the arc," The operation of diTninishing the distance after the 
carbons axe separated a certain amount due to consumption 
of the carbons is termed *' feeding." We shall see later that 
the arc lamp mechanisms are designed to perform the first 
operation automatically^ and generally the second. 

With direct current the carbon connected to the positive 
pole of the supply bums away more rapidly than the neffative, 
since the major portion of the energy is being consumed at its 
tip, and it becomes more or less pointed, but having a depression 
at this tip called the crater (Fig. 1, Plate II.). The longer the 
arc the more shallow is the crater, the depression practically 
disappearing for arc lengths greater than the diameter of the 
positive carbon. The negative carbon has a white-hot spot on 
it (Fig. 2, Plate II.), and after burning some time a fringe of 
seething globules, consisting of tar and silicate, forms at the 
junction of the luminous and dark parts of the carbon. 

The arc has a violet interior zone, bounded by a dark 
shadow and then by an exterior greenish-yellow zone. 

The crater is the source of most of the light emitted in the 
usual direct current open arc {i.e. one burning in air). About 
85 per cent, being due to the positive carbon, 10 per cent, to 
the negative, and about 5 per cent, to the arc itself. 

Fig. 1 shows the normal shape attained by an open ara 
.The positive carbon surrounding the crater becomes blunt, 
whereas the negative carbon end becomes more pointed; the 
lengths of the tapering parts in both are increased by increasing 
the current and shortening the arc. With a very short arc and a 
large enough current, accretions build up a " mushroom " tip on 
the negative carbon and, with a longer are, a rounded tip (Fig. 2). 
We have here, therefore, an indication whether the arc bums 
normally or not. This mushroom deposit, caused probably by 
carbon deposited from the crater, interferes with the formation 
of a proper arc, and also interferes seriously with the light of 
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the crater. It also gives rise to an unpleasant hissing noise. 
It may be pointed out that this hissing occurs not only with a 
very short arc, but also]with any length of (open) arc, provided 
that the current is sufficiently increased. The hissing seems to 
be due to the crater extending and becoming too large to occupy 
the positive carbon tip. The extension is up its side and 
comes directly under the influence of draughts of air which, in 
producing products of combustion, 1mm the carbon more quickly 
than when the crater, occupying the extremity only and 
protected from the direct influence of air by the surrounding 
carbon vapour, volatilizes to pure carbon vapour.* 

The large consumption of energy at the crater produces 
a high temperature there, which Sir William Abney in 1881 
announced was that of the volatilization of carbon, and hence 
constant. M. YioUe found this constant temperature to be 
about 3500'' C, though Bossetti estimated it at 3900"" G. 
The negative carbon tip has a lower temperature, probably 
3000° C. The high temperature exists only at the extremities 
and between the carbon ends, since the temperature falls off 
very rapidly from the crater and the negative hot spot. For a 
particular quality of carbon the brightness or intrinsic brilliancy 
(i.e. amount of light per unit area) of the crater will there- 
fore also be constant, irrespective of the currents used. A 
greater supply of energy does not raise the temperature, but 
simply increases the area or depth of the crater, and vice versi^ 
An increase in the pressure of the surrounding medium would, 
on the other hand, cause a rise in the temperature of vaporiza- 
tion, and would also result in increasing the minininTn p.D. 

Mre. AyrtoD, « The Electric Arc," p. 308 : « The sudden diminution of 
P.D. that accompanies the hissing of the open arc is due to the oxygen in the 
air getting directly at th crater and combining with the carbon at its 
surface." 

P. 301: "No sudden diminution in P.D. could be observed when the 
current through an enclosed arc is raised to higher values." 
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necessary to maintain an arc of given length. Softer carbons 
have a lower intrinsic brightness than graphitic ones. 

Mrs. Ayrton suggests that the carbon vapour leaving the 
crater for a small distance is practically unaltered in tempera- 
ture and invisible, but beyond this distance, owing to cooling 
of the surroimding air, it condenses into a mist of finely 
divided particles of carbon. This mist is the portion of the 
arc which is violet. The surrounding air not only cools this 
vapour, but unites with a certain thickness of it, forming an 
envelope of burning gases around the invisible carbon vapour 
and the mist, as well as part of the carbons themselves. It is 
the latter portion of the arc which bums with a greenish flame. 

The current passes mainly through the carbon vapour and 
the finely divided carbon mist, since the specific resistance of 
the gaseous envelope is very high. The specific resistance of 
the vapour is higher than that of the mist, and owing to the 
thin layer a large part of the energy, i.e. of the P.D., is absorbed 
in it, and this probably maintains the volatilization of the 
crater. 

The arc when burning between pure soUd carbons, with 
direct current, acts as if a coxmter E.M.F. of 39 volts were set 
up, and is unsteady with a less P.D. than 40 volts. It is 
almost agreed that this fall of P.D. is due to the resistance 
of the above-mentioned thin layer. The arc voltage e 
comprises — 

(1) A P.D. to overcome the fall from the positive carbon to 
the arc; 

(2) A P.D. for the arc proper ; and 

(3) A P.D. to overcome the fall of P.D. (probably a true 
back E.M.F.) from the arc to the negative carbon. The 
approximate formula for e is — 



, hi 
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where d s P.D. at the positive carbon, 

d = true back E.M.F. at the negative carbon, 

I = length of arc, I s current in amps., & = a constant. 

The so-called back E.M.F. of the arc is a' + c' = a = a 

constant. Thus — 

hi 

A more general formula given by Mrs. Ayrton, including 
the influence of the current on the sum a' + d and the influence 
of the length of arc on a', is — 

f , constant , 4. 4. rv i W 

e^\a'\ =^ — + constant . + y 



= a + rf + 



I 

d-k-ll 



where a, 5, c, and d are constants depending on the carbons 
used. 

Coring the carbons reduces the total P.D., which reduction 
is due, no doubt, to the presence of the more conducting vapour. 

Carbons treated with chemicals will have a lower value for 
a owing to this increased conductivity of the arc, the salts 
being easily led into the arc. Moreover, the other constants 
will also be altered— and, in general, will depend on the 
particular chemical flame arc employed. 

For a constant arc length I — 



^rsz a -^^ d -^ 



e = constant + 



I 
constant 



e = A + ^ or (e — A)I = B = constant 

Showing that as I increases, e falls, following a hyperbolic 
law. 
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Again, if I = constant — 

e = a + ^ + cZ + ^J 

= constant + rf + constant . I 
= A' + B^Z 

which gives a linear law for the total F.D. e in terms of I, 

The positive carbon is consumed about twice as fast as the 
negative, and the consumption amounts to 1 to 2 inches per hour, 
according to the diameter and hardness of the carbons. In the 
arc lamp the positive is usually cored with a softer carbon, and 
this has the effect of steadying the arc, which otherwise tends 
to wander and gives an undesirable fluctuating l^hting effect. 
The negative is, as a rule, solid and made of a smaller diameter 
in order to obstruct as little of the light as possible and to 
equalize the rate of consumption with the positive carbon. 

The Enclosed Arc. — In 1846 Staite discovered that the 
carbons enclosed in a glass vessel to which the access of fresh 
air is checked burned away at a less rate than in open air. It 
was not until 1880 that various constructions of enclosed arc 
lamps were attempted, but with poor results, as the attempts 
were made with 40 volts P.D., which required such a small 
distance between the carbon tips that very little light was 
given out. In fact, it has been found that the negative carbon 
builds up a mushroom tip for voltages below 65. But 1893 
was the year of a marked improvement, when Jandus burned 
his enclosed arc with nearly 80 volts. The longer arc necessi- 
tating this high voltage causes a distinct difference in the light 
distribution, the light being freely radiated without being inter- 
cepted much by the negative carbon. Though its distribution is 
better than that of the open arc it requires more energy for the 
same amount of light given out. The principle of the enclosed 
arc is simple. Being enclosed in a vessel with a closely fitting 
cap through which the upper carbon enters, the fit being as 
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close as proper feeding permits, the oxygen is rapidly burned 
up and the resulting heated gases check a further supply of 
fresh air. The carbon wastes away at the rate of | of an inch 
per hour, hence the lamp requires less attention. There is no 
definite crater formed as in the open arc, the tips of both 
carbons become flat. Since the section of the arc does not 
cover the area of the carbon tips and the arc seeks the shortest 
distance between, a constant wandering of the arc results,* 
which, altering the distribution of the light, may vary it by 
30 per cent. 

Fig. 3 (Plate II.) represents an enclosed arc with solid 
carbons. The positive carbon tip is very slightly concave, whilst 
the negative carbon tip is somewhat convex. The arc has the 
same pear-shaped form as the interior violet zone of the open arc, 
but still it does not produce a crater. There is merely the slight 
concavity, which would have been a definite depression were it 
not for the constant movement of the arc, hence this is termed 
the " crater/' A cored positive does not prevent the arc from 
wandering. Only by the use of thin carbons, so that the whole 
section of the arc covers the tip, can the movement of the arc 
be prevented ; but the advantage of increased time of burning 
is then lost. 

The dark band and the greenish sheath are missing in the 
enclosed arc, as would be expected. The greenish sheath con- 
sists of a combination of carbon vapour and oxygen, which 
latter is wanting in the air-tight enclosure. The flat formation 
of the tips is therefore accounted for by the absence of the 
greenish flame, which in the open arc burns the sides of the 
carbons and gives them their pointed shape, the hot carbon 
vapour at the same time shaping the crater. Of the 80 volts 
across the arc, about 39 volts are needed, as in the case of the 
open arc, for the drop in P.D. from the positive carbon to the 

* If the tips of enclosed arc carbons be examined closely, they will be 
found to be pitted with nnmerons small craters. 
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arc. About 4 volts for the P.D, from the arc to the n^ative 
carbon, and the remaining 37 volts for the arc proper. 

AltematinfiT Current Arc.-— With alternating current there 
will evidently be no marked crater on either carbon, and the 
two will bum at about the same rate. Owing to the current 
changing sign, each carbon in turn will become the positive, 
thus the positive crater will change its position at every half 
period of the current. Consequently, the carbon tips will have 
the same shape (Fig. 4, Plate III.). And if we consider the 
initantcmeitms values of the distribution of P.D. in the arc they 
are similar to those of the direct current arc, namely, that the 
total P.D. consists of a drop at the surface of the + woAer to 
arc, a drop in the arc proper, and a drop at the — crater ; the 
P.D. drop at the + crater being always greater than at the 
— crater. Since this total P.D. is pulsating in value, there is 
obviously an intermittent supply of energy to the arc, and 
haice the light must be of a pulsatory character, which is 
more pronounced at the lower frequencies. In fact, if the hand 
be moved rapidly to and fro in the light of the arc with low 
alternations, we shall see a number of images, one for each 
alternation. Thus the arc is extinguished once in each pulsa- 
tion, and evidently the duration of extinction is increased with 
the lower frequency. 

It has been found that the P.D. required to re-light the arc 
increases rapidly with the longer duration of extinction. A 
high E.M.F. impressed on the arc in series with a self-induction 
(choking coil) would therefore give stability to the arc, as it 
would ensure a high E.M.F. when the current vanishes. 

The alternate arc causes a distortion of the wave form. The 
first person to note it was Joubert, in 1880, since which time 
many experimenters have investigated this reaction, and the 
reader is referred to " Experiments on Alternate Current Arcs by 
aid of Oscillographs," by Duddell and Marchant,* for a very 

* Journal Inst, E, E,, Parts 138 and 139, vol. xxviii. 
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complete investigation of the effect of resistance, self-induction, 
frequency, and different makes of carbons, etc., on the arc. The 
results of their experiments show that with a high voltage and 
solid carbons and vmall self-induction in the circuit, the arc 
P.D. wave is fiat-topped with a high front peak, the current 
remaining low for a considerable part of the period ; the power 
factor is low and the arc is unstable. Increasing the self- 
induction makes the P.D. wave more rectangular, the current 
no longer remains small for any sensible period, the power 
factor improves, and the arc is more stable. This high front 
peak, especially prominent :in long arcs, is due to the high 
resistance of the gaseous column after each extinction of the 
arc. With soft-cored carbon, the reaction is generally small, 
the power factor is nearly unity, and the arc is very stable. In 
practice, cored carbons are used in the alternating arc lamp ; 
they unite with the above advantages over solid carbons a cen- 
tral position of the arc and a lower F.D. for the arc. Two solid 
carbons would require about 48 volts, whereas two cored 
carbons for the same current only need about 28 volts. 
One cored and the other solid would similarly require an 
intermediate P.D. of 35 volts. 

An objection to the alternating current arc is the humming 
noise produced by it. This is partly due to the vibrations in 
the lamp mechanism and partly to the pulsations impressed on 
the air by the oscillatory action in the arc itself, which oscilla- 
tion is due to the rapid expansion and contraction of the gases 
in the arc. The former vibrations are reduced by correct 
design and construction of the lamp, and the latter by using a 
soft grade of carbon whose vapour muffles the vibration. One 
or two volts with cored carbons make a large difference to the 
arc as to whether it is too long or too short. Whereas, with 
one solid and the other cored, the limits are widened nearly 
three times as much. 

Enclosing the alternating arc produces a high peak on the 
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arc P.D. wave, and has only a small effect on the current wave ; 
hence it would appear that enclosing the arc increases the 
resistance of the gaseous column. The change produced by 
enclosing the arc on the E.M.S. value of the total P.D. for the 
same length and current amounted to no less than 65 per 
cent, with Siemens* cored carbon used in Duddell and Mar- 
chants' experiments. Enclosing the arc reduces the power 
factor of the circuit, but the stability of the arc increases. 
Obviously the period of burning will be increased, but not as 
much as the direct current enclosed arc. The period of burning 
of the alternating current open arc is also less than that of the 
corresponding D.C. open arc, owing to the inrushes of oxygen 
(z.e. o£ air) to the arc caused by the rapid expansion and 
contraction of the gaseous column. 

The pulsation in the light is somewhat reduced in the 
enclosed arc, and is almost inconspicuous when an opal outer 
globe is used (see p. 108). 

Chemical or Flame Arc. — Bremer in 1898 discovered 
that by impregnating carbon pencils with a metallic salt like 
calcium or other rare metallic earth he was able to obtain a 
very luminous gas or flame as the arc. Whilst the chief source 
of light in the ordinary carbon arc is the positive crater (for 
direct current), in the chemical carbon arc it is not so. A 
10-ampere chemical carbon arc was found to have a crater only 
about 65 per cent of the area of 10-ampere ordinary carbon arc 
and with an intrinsic brightness less even than that of the soft 
core of a carbon crater.* Moreover, of the 2750 hemispherical 
candle-power t given out by this 10-ampere chemical carbon 
arc, less than 700 candle-power is emitted by the positive crater. 

Kg. 5 (Plate III.) shows the more modem method of burning 

* Leonard Andrews, ''Long-flame Arc Lamps,*' Joumcd Inst E. E,, 
vol. xxxvii. 1906. See also E.T.Z,, 1905, vol. xxvi., p. 67, article by Dr. 
Monasch. 

t For definition, see p. 122. 
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the flame aro by inclined carbons. This gives a high light 
efficiency, as the crater and the negative carbon rays are not 
intercepted. The major portion of the light comes from the flame, 
and is doubtless due to the small particles being rendered highly 
incandescent. The intrinsic brightness of the flame is about one- 
third that of the positive crater (Fig. 6, Plate III.)> but the area of 
the flame visible is many times greater than the area of the crater, 
which therefore accounts for the large amount of light given out 
by it. The amount of light given out is practically proportionate 
to the quantity of salt used. But with a very heavy " salting " 
a slag forms around the tip of the carbon, which is very objec- 
tionable. Hence, as a compromise, a carbon with a lower per- 
centage of salt becomes necessary. The chemical carbons now 
made are composite. Blondel's carbons consist of an outer zone of 
carbon, to give mechanical strength, then a zone of carbon mixed 
with a metallic salt, such as calcium fluoride, then an inner 
softer core of the same mixture intended to hold the crater. 

The essential point seems to be the use of fluorine com- 
pounds, and only the inner part (about one-third) is " mineral- 
ized.'' Some makers impr^nate only their positive carbons. 
The colour of the arc depends on the base used — barium gives 
a white flame, strontium pink, and calcium a golden yellow. 
The calcium flame is the most efficient. 

The salts are non-conductive, and make the carbon of much 
higher resistance; moreover, to get anything like a long- 
burning lamp, the carbon must be at least two feet long, and, 
with the employment of thin carbons, the question of their 
resistance is very important. Thin carbons are used in the 
inclined type, because the variation of the ohmic resistance of 
the flame when on the two outside edges as against the two 
inside edges of carbons of large diameter would not make it 
possible to burn the lamp with a fairly constant terminal 
pressure. This would cause a good deal of flickering; besides 
which, the wandering would cause a variation in the colour of 
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the light, depending on whether the arc was on the hard carbon 
shell— in which case it would be white — or whether it was 
on the impregnated zone. Metallic insertions are introduced 
into the carbon electrodes for arc lamps for the purpose of 
diminishing the resistance of the electrodes. 

To increase the life of the electrodes, a departure has been 
made by using as a large constituent of the electrode a refractory 
conducting material (instead of carbon). This takes the form 
of a metallic oxide, and to it is added a fluoride or phosphate or 
a mixture of a fluoride and oxide of calcium or thorium or 
strontium, etc.* The ''magnetite" lamp used in the States has 
copper for its lower positive electrode, and the upper negative 
consists of magnetic oxide of iron mixed with salts of chromium, 
titanium, etc. The arc produces a uniform white light of great 
briUiancy, and closely resembles that of a candle flame, having 
a bright and non- luminous zone. The bright zone is contiguous 
to the negative electrode which is made the upper electrode. 
A good air circulation is necessary in the lamp to remove the 
fumes, otherwise the latter deposit on the globe as a solid. It 
gives a maximum light intensity at 10^ below the horizontal, 
and therefore favourable for street lighting. It is supposed to 
give a useful life of 150 to 200 hours' burning, and takes 
4 amperes with an arc P.D. of 68 volts. 

Further progress in flame lighting will probably lie in the 
judicious selection of materials as electrodes or as cores to 
carbons. It has been suggested that the "mineralization" 
should take the form of laze like magnesia for the positive 
carbon, and for the negative carbon a metal forming an acwf, 
like tungstic acid and chromium fluoride. 

The total P.D. required for the carbon flame arc is about 
45 volts (see p. 97), of which a P.D. of 17 volts is the drop 
from the positive carbon to the arc, and a P.D.|of 18 volts in 
the flame arc. 

* British Patent 6088, 1906, British Thomson-HoiistoQ Go 



CHAPTER II 

THE ELECTRICAL PRINCIPLES OF 

ARC LAMPS 

I. INTRODUCTION 

The utilization in practice of the light produced by an arc 
between two carbons requires a mechanism which strikes the 
arc, and automatically regulates the position of the carbons, 
feeding as they bum away during the continuance of the light, 
and maintaining a constant distance between the carbon ends. 
Broadly speaking, this mechanism, generally known as the arc 
lamp, consists of — 

(a) An electrical portion which regulates the potential 
difference (P.D.) across the arc ; 

(b) A mechanical part to support the carbons and to regulate 
the feed ; and 

(c) The lamp case, which is provided with a glass globe in 
order to protect the regulating mechanism against dust and 
atmospheric influences and to shield the arc from draught, etc. 

IK DIFFERENCES OF CONSTRUCTION 

The differences in the construction of modem arc lamps 
may be grouped in three divisions — 

A. Purely Electrical. — (a) According to the intemal con- 
nections, into series, shunt and differential arc lamps. 

(J) According to the kind of current, direct or altemating, 

14 
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B. Electro-medunlcal. — (a) Aooording as to whether the 
electrical r^ulating mechanism is conBtracted with an electro- 
magnet or solenoid or an induction motor principle. 

(fi) Lamps with open or enclosed arc. In the former case 
sufficient air is admitted to tlie arc to maintain a pointed 
state ot the carbons (Fig. 7). In the latter case the quantity 
of air admitted to the arc is limited, whereby a prolonged 
combustion with a given pair of carbons ia possible. For this 




purpose the arc is surrounded as closely as possible by a small 
glass globe, and hence, owing to a smaller supply of ox^en, the 
carbon tips become flatter during combustion and the light less 
steady than in tite case of the open arc (Fig. 8). 

(c) Lamps for ordinary pure carbons and lamps for which 
the carbons are chemically treated (Flame arc lamps). 

((2) Lamps for direct lighting in which the illumination 
is efbcted by tbe direct rays from the arc, and lamps for 
indirect or semi-indirect lighting in which the illumination is 
effected after single or multiple reflection of the rays (Fig. 9). 

C. Purely Mechanical. — (a) Lamps in which Uia carbons 
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are sitaated either above one another (co-axial, Figs. 7 and 8), 
or inclined (collateral, Fig. 10). 



'-7/\ "W h\\ 




(&) Lamps with either a falling (uott-focusaing) or 
stationary (foonssii^) arc, according aa 
the arc changes or maintains its relative 
position in the glaaa globe (Figs. 11 
and 12). 

(c) Clntch feed lamps in which 
the clutch is attached directly to the 
carbon or carbon holder (Fig. 13); 
brake- wheel feed lamps (Fig. 14); and 
lamps in which a clockwork mecha- 
nism is affixed between the carbon 
holder OT suppcoli and the arrest, in order 
to secure a more exact and frequent feed 
(Fig. 15). In all these cases the super- 
incnmbent weight of the upper carbcm 
and upper carbon holder acts gisvitaticnL- 
ally as the motive power for the feed when the brake or 
arrest is released. In ihe latter case the dookwork frame 




THE ELECTRICAL PRINCIPLES OF ARC LAMPS 17 
may be either 6xed or pivoted— th« Utter ia the more 




Fmally, lamps witli an induction motor principle (Fig, 16). 



III. SERIES ARC LAMPS 

INTERNAL CONNECaiONS 

In series arc lamps the main cnrrent delivered to the 
arc serves to excite the electro-magnets (Fig. 17); effects, 
through the latter, the sepu«tion of the carbon ends, i.e. 
strikes ^le arc; and at the same time operates, irrespectlTe 
of Miy particular distance between the carbons, the releaae 
of the mechanical portion and the feed of the carbons, as 
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soon 08 tlie current fUIs short of the nonoal {ooper to the 
design and regulation of the particular lamp. On the other 
hand, an arrest of the mechanical portion l^ means of the 
electro-magnets, with a conseq^uent increase of the difitanoe 
between the carbon points, takes place as soon as the oorrent 
exceeds the normal amount. 

Regulation. — Fig. 18 shows diagrammatically a aeries clutch 




m^ 




feed arc lamp, in which : S ia a solenoid, wound with insulated 
copper wire, the diameter of which depends ap<m the current 
taken b7 the lamp ; M is an iron core which is pulled into the 
solenoid when the current flows through the latter ; F is t 
clutch fastened to M ; A is a contact ; Ct and Cg are die 
carbons, and E is a r^ulating resistance. 

Since a complete drcuit ia only possible tiirough the 
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carbons, the carbon tips in the series are lamp most touch before 
svitcbing in. After switching in, the current, taken &om a 
aupply of presaure E Tolts, passes through the solenoid S, the 
upper c&ibon Ci, the point of contact between d and Ca, the 
lower carbon Ca to a regulating arc lamp resistance K (nsnally 



1+ - 




placed outside ^le lamp), the latter having a resistance 

equal to B ohms. The resulting current ^^ = ^ (assuming we 

are dealing with direct current and neglecting heat loss in the 
circuit as well as the usually small loss in the solenoid and 
the carbons) excites the solenoid so strongly that it pulls up 
Hie iron core M. At the same time the clutch F is pulled up 
on one side, grips the upper carbon, and raises it along with 
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M. The carbon points are hereby separated, an arc is struck, 
and the circuit is maintained through the carbon vapour pro- 
duced between the carbon points. The arc now introduces an 
additional resistance in the lamp circuit, in which that part of 
the main pressure necessary to maintain the arc is consumed. 
Thus the arc causes a reduction of the current I with 
increasing arc length and with corresponding increase of P.D. e 

= — ^p — j only excites the solenoid to 

such an extent that the attraction of the solenoid is in equili- 
brium with the weight of the iron core and the upper carbon. 
But the striking of the arc occasions a consumption of the car- 
bons and a correspondingly increased arc length, t.e. an increase 
in the P.D. across the arc. Hence the current I and the 
attraction of the solenoid are still further diminished, so that 
the iron core and the upper carbon both fall. Hereby the 
carbons are brought together, and I increases xmtil equilibrium 
is again reached. 

As soon as the burning away of the carbons has caused 
the iron core to fall so far that the clutch F touches the 
contact A, a further feed occurs through the release of this 
arrest. When the iron core sinks still more, the clutch assumes 
a horizontal position, so that the carbon slips freely through the 
hole in the clutch and the distance between the carbons is 
diminished. In consequence, I becomes greater, the iron core 
is pulled up and the upper carbon again arrested by the rising 
clutch. The current I reaches the normal and the feed or 
arrest re-occurs according as the lamp current exceeds or falls 
short of the normal. 

Constancy of Lamp Current. — ^Let IT equal the number of 
ampere-turns of the solenoid where T = number of turns on 
solenoid. 

Then the attraction of solenoid = E X IT where K 
is a co-efficient dependent upon the magnetic arrange- 
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ment of the solenoid and the position of the iron core 
within it. 

If P represents the total weight of the portion moved by the 
solenoid, a balance is maintained when P = K JT. 

Since, however, under normal conditions, the position of the 
iron core relative to the solenoid remains, for practical purposes, 
unchanged, K remains constant for this normal position. Since 
the number of turns on the solenoid and the weight of the iron 
core and of the clutch are constant, and, moreover, since the 
consumption of the upper carbon only affects the weight very 

slightly (this, of course, must be so arranged in its design), 

p 
within practical limits, the current I =.^7=,= constant. 

Dependence of Arc P.D. upon Supply Pressure. — Since 
the resistance B and the current I are constant, it appears from 

the equation I = — 15— , that the fall of pressure across the arc e 

Xv 

can only remain constant if the supply pressure E is constant ; 
otherwise e alters with a variable main pressure by exactly the 
same amount as £ varies. Series lamps which bum with a 
short arc require, therefore, that the mains pressure should be as 
constant as possible. 

EXTERNAL CONNECTIONS 

Without special accessories, several series type lamps can only 
be installed in parallel, in which case a resistance B (Fig. 18) 
must be connected with every lamp. If two lamps were to be 
operated, in series with a correspondingly increased supply 

pressure, it appears from the equation I = ^4 -, that if 

I, B, and even E remain constant, the individual P.Ds. ei and e^ 
across the arcs of the two lamps may be different, if only their 
sum be constant. In both lamps there might be a simultaneous 
feed, although one lamp is already burning with too short and 
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the other with too long an arc. Only by means of auxiliary 
apparatus operated by the P.D. across the arc, which inserts 
a resistance in parallel with the solenoid, and thereby in- 
fluences the ampere-turns of the latter, can the series type 
lamp be worked in series in practice. Moreover, with 
alternating current, series type lamps can be used in series by 
employing series transformers with a large no-load current, or 
by using choking coils with strongly saturated cores in parallel 
with the arcs. 



IV. SHUNT ARC LAMPS 

INTERNAL CONNECTIONS 

In these lamps the winding of the control electro-magnet 

or solenoid (Fig. 19) is connected in 
■■ parallel with the arc. The pressure at 
the ends of the coil is equal to the P.D. 
across the arc. Hence, in contrast to 
the series lamp, the coil must have a 
high resistance, and consequently consist 
of many turns of fine wire, so that in 
order to obtain the same number of 
ampere-turns as in the series lamp, only 
a small exciting current i is necessary, 
which, for 6- to 10-ampere lamps, amounts 
to 1' to 2 per cent, of the current I 
taken by the lamp. The value of the 
exciting current i (and the field strength 
of the solenoid accordingly) is, with direct 
current, dependent upon the resistance 
r of the coil of the solenoid, and upon 

Fio. 19. the arc P.D. 6, — i = -, Since r remains 

T 

constant, when the maximum temperature of the lamp is reached. 
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• alters in proporUoa to t. The release of the mechanical portion 
of the lamp for the purpose of feeding, etc., ensues aa soon as 
the valne of t (or e) exceeds ot falls short of the normal deter- 
mined by the constraotion of the lamp, whilst the lamp current 
I does not inflnenca the regulation of the lamp. Hence the lamp 
is regulated by a constant arc F.D. In alternating current 
shunt lamps, i is depen- 
dent not only upon the 
arc P.D. and the ohmic 
resistwce of the coU, but 
also npon the self-indnc- 
tion of the latter, Sisce 
the self-induction oper- 
ates as an additional re- 
sistance to the m^net 
coil and increases or de- 
creases with i,* then t no 
longer changes propor- 
tionately vith t, but 
within naiTOwer limits. 
Hence the regulation of 
shunt arc lamps -with 
constant arc F.D. is, 
electrically, not so exact 
with alternating as with 
direct current. 

Regulation — F^. 20 
shows diagrammatically 
a shunt arc lamp, in 

which, pivoted at i^, is a frame, L, which carries a clock-work 
train fixed between the feed and the detent arrest Suspended 
from the frame L is on iron armature, M, which is influenced by 
the solenoid S connected in parallel with the arc. F is a spring, 
* Due to Taritttion in penneabQitj of the iron core. 




34 ELECTRIC ARC LAMPS 

attached to the opposite end of the frame (to balance the attrac- 
tion of the solenoid npon the iron armature), which may be 
replaced by a weight, rs is an escapement wheel which, when 
the lamp is switched off, grips a detent or stop, B, attached to 
the base g. D is the holder for the upper carbon, the weight 
of which sufiBices, when the escapement is released, to set the 
wheel gear in motion and, by means of the mechanical con- 
nection (usually a chain), to pull up the lower carbon E and 
holder Da. H is an air dashpot to weaken the momentary pull 
of the solenoid when carrying a large current, which usually 
happens when the arc is struck, Ni and N2 are terminals, Ci 
and C2 are the carbons. 

As the operation of the solenoid only serves to bring the 
carbons together, the separation of the carbon points with a 
view to striking the arc must be effected by the spring F. 
Since the spring definitely comes into action when the lamp is 
switched off, and since the frame L is situated in its limiting 
position for a separation of the carbons, the carbons must not 
touch when the lamp is cut out, but must be separated by such a 
distance (8 to 10 mm.) as is suitable for the striking of the 
arc. S is a steadying resistance, connected in the lamp 
circuit, of such an ohmic value, S, that with the passage of 
the normal lamp current, there is a P.D. across it of about 
30 per cent, of the arc P.D. Hence the mains pressure, E, 
must exceed the arc P.D. e by just that amount. If the lamp 
is connected to the mains, the circuit through the resistance B 
and shunt coil is first made. The resulting current is much 
less than the normal lamp current, and hence the fall in 
pressure across the damping resistance B is insignificant. The 
coil ends thus have across them a pressure which is very little 
less than the main pressure ; i is therefore a maximum, and 
excites the solenoid so powerfully that the iron core M is 
drawn as far as possible into the solenoid. In this movement 
the lever pivoted at A participates, and brings the carbons 
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together. Before the iron core has reached the lowest point the 
escapement r^ slips away from the detent B^ and, if the separa- 
tion of the carbons was previously so great that they do not 
touch by the swinging movement of L alone, a further feed of 
the carbons takes place by means of the weight of the upper 
carbon holder causing the train of wheels to revolve until the 
carbons touch. At this moment, since the resistance of 
the carbons is very small, the lamp is practically short- 
circuited through the steadying resistance, which will absorb 
practically the whole of the mains pressure. Hence the 
pressure on the lamp terminals and at the terminals of the 
solenoid is almost nil, and the solenoid S is practically withoiit 
current. Consequently, under the influence of the spring F, 
the frame L separates the carbons, raises the upper carbon, and 

drops the lower one. The current I ( = p), produced at the 

moment the carbons come into contact, heats the carbons and 
forms the arc by which the circuit is maintained. 

As in the series lamp, the pressure between the terminals 
of the lamp increases with the separation of the carbons, and 
provides the solenoid S with a correspondingly increasing 
current until a balance is reached between the attraction of the 
solenoid, S and that of the spring F. As the carbons burn 
away, a further separation of the carbons and an increase of the 
arc P.D., together with an increase of t, or attraction of the 
solenoid, take place. The iron core is drawn down whilst 
the lever gradually brings the carbons together, and strains 
the spring F until equilibrium is obtained. If, on account of 
the continuous burning away of the carbons and the gradually 
increasing F.D. across the arc, the solenoid has moved the 
iron core and the frame so far that the escapement t^ comes 
quite clear of the detent B, then a further feed is supplied by 
the clockwork. The arc length is hereby diminished, the F.D. 
across the arc is reduced, the spring F outweighs the attraction 
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of the solenoid and arrests the wheel train by the stop B, untU 
the regular play is resumed. The lamp has reached its normal 
P.D. across the arc «, and maintains it constant, independently 
of the lamp current. 

Constancy of P.D. across the Arc. — Representing the 
attraction of the solenoid as in the series lamp, by K . t^, in 
which t is the number of turns on the (shunt) solenoid of 
resistance r, and K a coefficient, which is constant for the normal 
position of the iron core ; and representing the opposing force of 
the spring by P, which is also constant for this position, then 
the equation is — 

since, further, ^ = ^ and r is likewise constant, therefore — 

P = K.^^^ 
r 

Pr 
e = = - = constant. 

Dependence of P.D. across the arc, upon the resrulathig 
mechanism and increase in temperature of the winding of 
the solenoid. — In practice it is only possible to obtain an 
approximate constancy of e, since e must be somewhat greater 
for the relecuse of the feed than for the arrest. The value of 
this difference e ,^ — e ^^^ which constitutes a measure of the 
regulation, depends upon the friction of the dashpot plunger 
and the tension of the spring F, which have to be overcome, 
and also, with direct current, upon the residual magnetism 
in the magnetic system. Apart from this, e is somewhat 
less when the lamp is cold (immediately after the striking 
of the arc) than when it is warm, because the resistance of 
the turns of the solenoid increases with a rising temperature. 
Hence the strength i of the feed current is, in the heated 
condition of the lamp, only reached with a correspond- 
ingly higher arc P.D. In lamps taking over 10 amps., this 
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disadvantageous heating may produce an increased P.D. 
amounting to 10 per cent, of the lamp pressure, if the winding 
of the solenoid be of copper wire. It is usual, therefore, to 
wind it partly with a resistance material which has a smaller 
temperature coefficient, whereby this increase in P.D. may be 
reduced to about 2 or 3 per cent. Similarly, the application of 
heat compensators, which diminish the tension of the spring F 
when the lamp becomes heated, or which alter the position of 
the detent B, serves to neutralize this defect due to heating. 

Dependence of the Lamp Current upon the Supply 
Pressure. — From the description of the striking of the arc it is 
evident that a steadying resistance is absolutely essential to the 
shunt arc lamp. Were this not so, that is, were the supply 
pressure equal to the pressure at the lamp terminals, then, 
before the striking of the arc, no further increase of pressure at 
the terminals of the solenoid would be possible. The attraction 
of the solenoid would not suffice to free the escapement, since 
some friction must be overcome to set the clockwork in motion. 
But if the striking occurred by a slight increase of the main 
pressure, no steady arc could be obtained, because the lamp 
current itself, with absolutely constant P.D. across the arc, 
would vary between zero and an exceedingly high value 
according as the main pressure equalled or slightly exceeded 
the P.D. across the arc. The equation for the resulting current 

is here, as in series type lamps, I = -T . But since e and 

E are constant, I varies with the difference E — e. If, for 

example, the normal pressure of the mains were made 1 volt 

higher than the P.D. across the arc, and if the variation of £ 

only amounts to 1 volt, then the normal current would be 

1 2 

I = j5 ; with 1 volt increased pressure 1 = ^5 and with 1 volt 

decreased pressure I ~ =d* ^at is to say, in the case of an 
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increased supply pressure of 1 volt, I would reach double the 

normal value, and in the case of 1 volt decrease, would be zero, 

t.e. the arc would be extinguished. Hence, in practice, about 

25 per cent, of the supply pressure is dissipated in the steadying 

resistance and the remaining 75 per cent, in the lamp. If the 

mains pressure varies 2*5 per cent, above or below the normal, 

2*5 
the current varies ^ X 100 = 10 per cent, above or below, 

which is permissible in practice. 

Pr 
In the equation F = K.it^ and the resulting equation ^ = ^ 

the lamp current I is not included, from which it follows that I 
has no influence upon the regulation ; and from the equation 

I = -T we see that the strength of current with which shunt 

arc lamps ought to burn depends, with a given supply pressure 
and with a sidtable pressure across the lamp terminals, entirdy 
V/pon the value of the steadying resistance. This is the greatest 
advantage which these lamps possess, because by altering the 
external resistance, and without any change in the regulating 
mechanism, the strength of the current, and hence the intensity 
of the light, may be varied within such limits as may appear 
proper, and provided that carbons of suitable diameter are used. 
The value of the resistance (includiug the resistance of the 
leads in a single burning lamp) may be found from the equation 

EXTERNAL CONNECTIONS OF SHUNT ARC LAMPS 

Prom the equation I = "" ^^ — ^, since ei, ca, and R are 

constant after adjustment, we see that two or more shunt lamps 
can be connected in series. Each of the lamps connected in series 
receives, however much the supply pressure may vary, an equal 
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amount of energy, because the P.Ds. ei and e^, with a given 

design, depend only upon the tension or regulation of the spring 

F of each lamp, which may be made . 

equal and remain constant. The lamps ^ 

do not mutually influence one another 

in their electrical state of equilibrium. 

Consequently, for lamps connected in 

series in a circuit it suffices to have 

a common steadying resistance (including 

the resistance of the leads), which must 

absorb the difference between the sum 

of the lamp pressures and the supply 

pressure (Fig. 21). The latter difference 

must also amount to at least 25 per cent. 

of the supply pressure. 

The equation, for the resistance, is 
then — 




Fig. 21. 



.«„) 



^ _ E -(ei + efl +g8+ ■ 

where ei, ea, eg, . . . e„, denote the pressures of the individual 
lamps connected in series. 



V. DIFFERENTIAL ARC LAMPS 

INTERNAL CONNECTIONS 

The differential arc lamp unites in its electrical mechanism 
the current and pressure regulation of the arc. Its internal 
connections (Fig. 22) are a combination of the series and 
shxmt arc lamps. The mechanical part is under the opposing 
influence of two electro-magnets, of which the series electro- 
magnet, connected in series with the arc, tends to form the 
arc, whilst the shunt electro-magnet, connected in parallel 
with the arc, tends to shorten the arc length. According 
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as the attractioii of the seriea electromagnet or that of the 
shunt electro-magnet predominates, an increafle or decrease 
of the arc leng;th occurs ontil the influence of the two 
magnets produces eqTiilibrium. With increased length of arc 
the F.B. across the aro t increases, and with it, as in the shnnt 



ft a: 



m^ 




m^ 



arc lamp, the pull of the shunt magnet increases. At the same 
time, preaapposiog a constant main pressure E, the strength of 



the series current I <= - 



I diminished, because the differ- 



ence between the main pressure E and the P.D. across the aro 
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« must decrease, if the latter increases. With a reduced length 
of arc the contrary tendency sets in. Hence the regulation of 
the arc neutralizes the attraction of the magnets. 

Reflation. — Fig. 23 shows diagrammatically a differ- 
ential arc lamp with a level L, pivoted at A (as in the shunt 
arc lamp) and carrying the geared train of wheels ri, r^ 
and rs between the detent B and the feed mechanism. The 
remaining part of the mechanism is similar to tiiat of the shunt 
arc lamp but for the addition of a series solenoid S, together 
with an iron core M, attached to the lever. When a current 
passes through the lamp, this solenoid S tends to pull up the 
iron core M. The force thus brought to bear on the pivoted 
lever L is exercised in a direction opposite to that which is 
exerted by the shunt solenoid Sa on the core M2, that is, on the 
lever L. The spring F may be either omitted or made considerably 
weaker than in the shunt arc lamp. K it is employed it only 
serves as a means of adjusting within narrow limits the strength 
of the current taken by the lamp, without altering the winding 
of the series coil. When the spring F is placed above the lever 
frame L as in the figure, it assists the attraction of the series 
solenoid. The state of equilibrium in the normal position in 
that case depends more upon the lamp terminal pressure than 
upon the lamp current. If the spring is placed beneath the 
lever it assists the attraction of the shunt solenoid, and the 
state of equilibrium then depends more upon the lamp current 
than upon the lamp terminal pressure. The former arrange- 
ment is to be preferred in so far as, in the case of several lamps 
in series, especially in the case of inexact adjustment for the 
required equal electrical conditions, the arc lengths show less 
variation — an advantage of particularly great value — if for any 
reason the lamps connected in series could not be adjusted 
together in the factory. The spring may, of course, be replaced 
by an adjustable weight. The moments which are exercised 
on either side of the pivot A by the weight of the mechanical 
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portion, t.e. the iron cores, holders, etc., are supposed to 
equilibrate. 

For the striking of the arc it is immaterial, in the dif- 
ferential arc lamp, whether or not the carbons touch before the 
lamp is connected into circuit. If they do not touch, only 
the shunt solenoid S will first carry the small current t, so that 
the iron core Ma is drawn downwards, and, as in the shunt arc 
lamp, will bring the carbons together, f.«. releases the airest 
until the carbons touch. The moment they touch, the lamp 
is short-circuited and the shunt solenoid is consequently almost 

E 

devoid of current, whilst the resulting series current ^ = p 

(K = steadying resistance) is considerably greater than when 

the lamp bums normally. Hence the decreased attraction 

of shunt coil is opposed by the increased attraction of the series 

coil. Consequently, the iron core Mi is raised by the coil S, 

and swings the lever so that the upper carbon holder is raised 

and the lower one dropped. Thereupon the carbons are 

separated and the arc is struck. With the striking of the 

arc, the P.D. e across the arc appears (owing to the resistance 

E — e 
of the arc), so that now I = — ^p — . At the same time the 

shunt coil S3 receives the current corresponding to the P.D. 
across the arc, so that through the striking of the arc, on the 
one hand, the current I, and hence the attraction of the series 
coil, is diminished, whilst, on the other hand, the attraction of 
the shunt coil is increased until, with a particular arc length, 
equilibrium between the two solenoids is established. The 
lever frame L in its final position is swung to the right, so 
that the detent B grips the escapement wheel r^ firmly. 

As the carbons bum away, the arc length and the P.D. 
across the arc increase, whilst the current I decreases. The 
attraction of the shunt solenoid is correspondingly increased 
and finally overcomes the attraction of the series coil, so that 
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a slow downward moyement of the iron core and a motion 
of the lever frame towards the left ensue. The carbons are 
hereby brought together until, with a given value of e, eqxuli- 
brimn is again reached. Finally, if the lever is turned so far 
that the 'scape wheel r^ is quite free of the detent 6, then, 
as in the shunt arc lamp, a further feed is provided by the 
clockwork, whilst e necessarily decreases and I increases. 
Hence, owing to the greater attraction of the series solenoid, 
the lever frame is again turned towards the right and the 
wheel train checked amtU the normal play is resumed. I and 
6 have then reached the normal values determined by the 
construction and regulation of the lamp and the supply 
pressure. 

Constancy of the Arc Resistance. — Eepresenting IT and 
it, as before, as the ampere-turns of the two solenoids, and Ki 
and Ka the coefficients respectively, which are constant for the 
normal position (see p. 20). Then equilibrium is reached 
with IT . Ki = it . K2 ; assuming that the mechanical portion is 
balanced, so that, with the exception of the solenoids, there is 
nothing else to influence it. 

Since i = - (r = resistance of shunt winding), then we may 

substitute for the above equation — 

1 . T . jSa =s — , f , xLq 
T 

- T.Ki.r e 

nence — . i^ — = t. 

--« ^, e P.D. across the arc 1.. 1. . j. ^ ^1 

The ratio -z. = = 1 , which mdicates the 

I lamp current 

apparent resistance of the arc, remains constant, because all 

the terms on the lefb side of the above equation possess fixed 

values in a lamp of given construction. Hence the differential 

are lamp is regvlated ly a constant arc resistance. 

D 
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Dependence of the Lamp Current and the P.D. across 
the Arc upon the Pressure of the Mains. — ^As a result of 
the constancy of the totcH resistance (arc resistance + steadying 
and lead resistances), the lamp current must vary proportionately 
with the pressure of the mains (assuming direct current). 

Further, the value of ^ remains constant only if e changes 

proportionately with I. H&nAe it follows thai the 'power «! 
eocpeinded in the prodtcction of the arc varies by twice as much 
per cent, as the variation per cent, of the presswre of the mains, 
But since the intensity of the light is proportional to this 
energy for small variations of the normal current, it follows 
that in the differential arc lamp also, the supply pressure 
must not vary beyond certain limits if a steady light is to 
be obtained. 

EXTERNAL CONNECTIONS OF THE DIFFERENTIAL 

ARC LAMP 

From the above considerations of the regulation of the 
lamp with constant arc resistance, it follows that the external 
resistance of the circuit has theoretically no influence upon the 
variation of the intensity of light. It may therefore be omitted, 
i.e. the external resistance is only necessary to the striking of 
the arc as a starting resistance, in order that the current may 
not be too great at the moment of striking. In practice, 
however, with varying supply pressure, the light variations 
with a large external resistance are of less importance than 
with a small resistance, because however accurately the 
mechanism may be constructed, still some inertia and in- 
exactness occur in the fitting of the regulating solenoids, due 
to residual magnetism and friction, and, in consequence, there 

may be some small variation in the ratio ^. Also the 

adjustment described above requires some change in this 



THE ELECTRICAL PRINCIPLES OF ARC LAMPS 35 

ratio during the intermittent feed. This change is^ of course, 
so slight that the eye does not note the consequent light 
variation. Further, the regulation of the differential arc 
lamp with a constant arc resistance renders the possibility 
of working two or more lamps in series. Since e must vary 
proportionately with I, the various P.Ds. across the arcs must 
vary uniformly with a fluctuating Supply pressure. Hence, 
with one adjustment, the light intensity remains the same in 
all the lamps. 



CHAPTER III 



CONSTRUCTION OF ELECTRIC 
ARC LAMPS 

I. LAMPS WITH OPEN ARCS, AND CO-AXIAL 
VERTICAL CARBONS 

A. DETAILS 

In these lamps, which are now always made with a fixed 
arc position, the following constructive details have to he 
considered. 

1. The Base Plate. — On the upper surface of the base plate 
is erected the regulating mechanism, and on the under sorface 
are attached the hollow frame tubes, on which of through whidi 
slide the rods carrying the carbon holders. The diameter of 
the plat« for lamps of 
medium current 
strei^h (6 to 12 
amps.) is about 6 ins, ; 
the material is gene- 
rally cast iron. 

2. The Eleotro- 

Magnets. — In direct- 

ourrent lamps these 

are frequently made in the form of a horseshoe, with fixed 

massive iron cores, and a movable armatnre, which faces the 

poles (Fig. 24). They are also constructed in solenoid form with 
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a moy&ble iroD core or plnuger. The material for the core 
and armature muat be well-amiealed soft iron retaining very 
little residual ma^etism, since the latter has an injurious 
effect upon the regulation of the lamp. The pivot upon which 
the armature (Fig. 24) works is placed as near as possible to 
the base plate, and in such a manner that an imaginary plane 
drawn through this pivot and the centre of the armature 
makes an angle of 30° to 45° with the plane which passes 
through the axes of the magnet cores. The solenoid form is 
uetially employed with alternating current, in which case the 
cores are composed of iron tubes slotted lengthwise (Fig. 25), 
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or made out of thin (0'5 mm. thick) iron sheet stampings 
riveted together (Figs. 26 and 27). In order to reduce eddy 
corrents and their consequent heatii^ effect, the iron sheets are 
electrically insulated by the insertion of thin paper between 
them. The bobbins which carry the windings are usually made 
of brass, and in that case are insulated with mica, paper, linen, 
or other insulation, and covered with a varnish capable of with- 
standtDg a considerable temperature. For alternating current 
the metal bobbins are slit lengthwise to prevent the circulation 
of eddy currents. The internal diameter of the bobbin is 
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1*6 to 2 cms., the available winding space about 8x1 cm. 
The bobbin winding must be aueh that the watts lost per 
coil in a lamp burning normally do not exceed about 2-5. The 
movable iron cores, shown in Figs. 25, 26, and 27, are 
made at least as long as the coil itself, and sink into it to abont 
J to ^ of their total length in the normd position of the lamp. 
With alternating current these solenoids have the dis- 
advantE^e that the self-induction of the winding increases the 
deeper the iron core penetrates into the solenoid; hence the 
attraction exercised upon the iron core does not increase to 
the same extent, with an increased pressure across the coil as 
in the case with direct current. F^. 28 shows a type of 





electro-mt^et for alternating current (employed in lamps 
of the Union Electric Co.) in whioh the iron cores as well 
as the exciting coils are stationary. The movable portion 
which operates the lever, i.e. the striking mechanism, consists 
of aluminium rings of a comparatively large transverse section, 
which to a certain extent form the short-circuited secondary 
winding of a transformer of considerable leakage on account of 
the juxtaposition of the primary winding and the short- 
circuited secondary. In these rings large currents are induced 
which weaken the magnetization of the portions of the iron 
cores under their influence, i.e. increase the magnetic leak^e 
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of the lines of force. The consequence of this is that the 
movable rings try to seek a weaker magnetic field, and are 
therefore repelled from the fixed exciting coils. Moreover, 
the self-induction of the exciting coils is diminished as it 
depends upon the position of the movable rings, the apparent 
reluctance of the leakage field being increased by the removal 
of the rings from the fixed coils. 

Alternating current arc lamps with motor regulation are 
simUarly provided with fixed horse-shoe magnets made of thin 
iron stampings. In these the movable portion consists of a 
copper or aluminium disc capable of being rotated. It is fixed 
between the poles of the electro-magnet, and upon it the magnets 





Fio. 29. 



exert a torque owing to the eddy cuixents induced in the disc. 
Fig. 29 shows diagrammatically such a disc of the Allgemeine 
Elektrizit&tsgesellschaft (A.E.G.) motor arc lamp ; Fig. 30 that 
of the Siemens-Schuckert alternating current lamp. In the 
former, portions of the poles are covered by copper rings and 
copper plates, K (Fig. 29). The uncovered portion, U, of the 
pole-piece induces eddy currents in the portion of the disc 
directly opposite to it at a given instant, and also in the copper 
plates ; these, being produced by the same primary magnetic 
field, will flow in the same direction as those on the disc. 
Since parallel currents flowing in the same direction attract one 



40 ELECTRIC ARC LAMPS 

another, a torque is exerted between the fixed copper plates 
aod the movable disc, so that the uncovered portion of the 
disc as shown in Fig. 29 revolvea towards the copper plates. 
In Fig. 30 the polee are not covered, but beneath each is fixed 
a solid piece of iron, B, which has eddy currents induced in it 
by some of the lines of force wliich leak into it. The lines of 
force produced by these eddy currents combine with the leakage 
lines and produce a resulting field, Za, which is out of phase 
with the main field, Z\. The magnetic conditions are thus the 
same as exist in a 2-phase motor, and consequently the disc has 
a torque exerted on it. The moffnetic reluctance, and hence the 





self-induciion, is in both arrangements of the Ttiagriels indeptnd^,t 
of the position of the movable disc. 

3. The Lever Frame, etc — The frame invariably consists of 
brass [Jates fastened together, between which is a chain pulley 
and a wheel train which is so geared that the feed per tooth 
of the escapement is about 005 to 01 mm. The chain pulley 
is connected with the gear-wheels by the interposition of a 
ratchet-wheel and a pawl. The ratchet-wheel is fijced to the 
chain pulley, whilst the pawl and its spring are &3tdned to one 
of the gear-wheels. Hence, although the chain pulley serves to 
feed the carbons, it can be freely moved in the reverse direction 
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in order to insert new ones. Directly or indirectly connected 
with the lever frame is the movable part of the electro-magnet 
(viz. the iron plunger 
or armature), as well 
as the dashpot. !Fig. 31 
shows the lever frame 
aa employed in an 
A.E.G. direct current 
lamp. Wheels and 
drive are made of 
hardened bronze, so 
that both wear and 
oxidization are slight. 
On the axle of the es- 
capement wheel is fixed 
a centrif Qgal brake, the 
movable portions of 
which rab against the 
side plate when the 
rotation is too rapid. 
Frequently vanes aie Fra. 81. 

used instead of the 

centrifugal brake. The regulation of the lamp is not affected by 
these brakes, so they need not be considered in detail, but they 
are of importance if for any reason there is too great a distance 
between the carbons before switching in {e-g. when carbons 
shorter than the correct length for the lamp are inserted), as the 
train of wheels revolves quickly owing to the weight of the upper 
carbon holder or to a downward pull on the upper carbon by 
the operator. The sudden arrest of the wheel train when the 
carbons touch might otherwise bend or damage one of the parts. 
The constmctioQ of the wheel mechanism must be very 
exact if it is to run smoothly for years without repair ; ajid it 
is especially recommended only to use well-milled pinions and 
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gear-wheels and to leave snfficient clearance between the wheels, 
since the collection of dost ia unaroidable and may increase the 
friction BO much that the weight of the upper carbon snpport 
may no longer suffice to set the wheels in motion. The axlea 
must be carefully polished and made as light as possible. The 
pivots should be lubricated sparingly. For this purpose it is 
desirable to use an oil which does not harden or oxidize in 




the greatly varying temperatures to which the mechanism of an 
arc lamp is subject. On account of these great temperature 
variations, the pivots must be such that a contraction or expan- 
sion does not produce a jambing of the axles. 

Fig. 32 shows a wheel mechanism with an aluminium disc 
for an A.E.G. alternating current motor arc lamp. Escapement 
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and dashpot are here superfluous, because the drive is not effected 
by a pull upon the chain-wheel and the arc is not struck by 
means of a swinging lever movement, but they follow as the 
result of the torque on the disc in either direction. The move- 
ment of the disc is transmitted to the chain pulley by a train 
of wheels. Hence in simplicity and reliability this construction 
is superior to the previous one ; especially is the deposit of dust 
on the wheels of less influence, because the drive is direct upon 
the quickly (relatively to the chain pulley) rotating shaft, and 
because the power of the drive increases with an increased 
inequality of the electrical conditions. It is important in motor 
lamps to bring the magnetic pull in unison with the inertia of 
the rotating disc and the train of wheels, so that an inadmissible 
oseillation or swinging movement of the disc may not occur 
with a varying main pressure. 

4. The Detent — The detent is usually made of hardened steel, 
and is screwed to a lever, and adjustable (Fig. 33). The lever 
is usually hinged to a pillar mounted in the base plate, and is 
connected with a weak spring or a weight in order that it may 
have a steady motion. The purpose of the hinge is to render a 
striking of the arc still possible even if the edge of an escape- 
ment tooth comes into contact with the edge of the detent, since 
in that case the detent participates in the swinging movement 
of the lever frame. It may be mentioned here that the escape- 
ment or brake need not have teeth, and the arrest as shown in 
Fig. 14 may be operated by friction with a suitably modified 
detent. In the latter case the regulation of the lamp is some- 
times even more exact than in the lamps above described. The 
friction brake, however, has the disadvantage that it is influenced 
by a shaking of the lamp. 

5. BegtUating Spring and Lever. — The regulating or counter- 
acting spring (Fig. 34) tends, especially in shunt arc lamps, to 
oppose the swinging movement of the lever frame exerted by 
the electro-magnet. At one end it is attached to the swinging 
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clockwork frame or the movable iron plunger or armature^ and 
at the other end to a regulating lever as in the figure. The 
spring is made of hardened steel, and it is desirable to temper 
it after it is fixed so that its tension may not be further altered 
imder the influence of the lamp temperature. The diameter 
of the spring, the number of the coils, and the tensile strength 
of the wire must be proportioned to the power of attraction of 
the magnet. The more coils the spring has, with a given 
magnet construction, the higher will be the P.D. across the 





Fig. 33. 



Fig. 34. 



arc immediately after switching in, because then, with a given 
movement of the clockwork lever frame in the direction for the 
striking of the arc, the tension of the spring alters relatively 
less than if the spring had fewer coils. But this alteration in 
the tension of the spring must be in a certain proportion to the 
alteration in the attraction of the core or armature of the 
electro-magnet, because either the return of the lever frame 
in the direction of the feed would only take pl8w;e with an 
abnormal P.D. across the arc, and thus in the event of a 
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disturbance through loose particles of carbon a more frequent 
flaring up of the arc takes place, or the arc would be struck 
with too low a P.D. across the arc with a consequent 
unnecessarily large striking current. 

These considerations, of course, only apply to shunt arc 
lamps. To stretch the spring in order to obtain a certain 
arc length, the regulating lever (Fig. 34) is employed. It is 
usually fixed in the base plate in such a way that it may be 
adjusted, and is held by the spring against an adjustment 
screw. 

6. Ths Dashpot — The air dashpot consists almost invari- 
ably of a brass cylinder, about 20 to 30 mm. diameter, 
attached to the lever frame, in which works a brass piston 
secured to the base plate (Fig. 35). Its purpose is to prevent 
the sudden movement of the lever frame, which would otherwise 
occur with the considerable current fluctuation as produced in 
the striking of the arc. With the delay which the dashpot causes 
in the separation of the carbons after contact, a greater heating 
of the carbons takes place, and consequently an easier striking 
of the arc. Without the damping arrangement it is scarcely 
possible to strike an arc in lamps with such a swinging lever 
frame, espedaUy with partiaUy consumed carbons, on which 
the tips are already formed. The damping must have a definite 
relation to the pull of the magnet. It depends (with a given 
movement of the lever frame and a sudden motion of the same) 
upon the difference in pressure between the air within the 
cylinder and the outer air, as well as upon the size of the 
piston. The damping is therefore greater, the larger the diameter 
of the piston, the greater the change in volume of the air in 
the cylinder, and the deeper the piston plunges into the 
cylinder. The cylinder and piston must be perfectly round, 
and the contact surface well polished. The longer the piston 
the more easily it will move with a given amoimt of damping 
The piston is provided with grooves, into which any possible 
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dnat may settle, sad friction is thereby preveated. Lubricants 
must not be used. 

7. Thi Guide Franu. — The guide frame uauaUy consists of 
two pinchbeck tubes (Fig. 36), or else solid brass rods (Fig. 37), 




which are fastened to the base plate and connected at the 
bottom by a cast-iron or brass cross-piece, which keeps them 
parallel. Their length depends upon the size of the oarbona. 
The diameter of the tubes is usually 10 to 13 mm., that of the 
solid rods about 9 to 10 mm. 
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8. The Upper and Lower Carbon Holders. — These aerve to, 
maiutain a central position of the carbons, and with the guide 
tubes, are vmually constmcted as in Fig. 36. The guide tubes 
must be slit, in order to carry the carbon supports according to 
the length of carbons used. A disadvantage in the use of 
tabes is that they accumulate dirt and rust internally, owing to 
this slit. Hence the guide rods within the tubes must have 
ample room inside, and are only provided at the top and 
bottom with guides. If solid rods and the arrangement shown 
in Fig, 37 are employed, it is easy to keep everything clean 
and smooth. 

The ends of the holders are attached to a chain or flexible 




copper wire, which is passed over the chain puUey in the 
swinging lever frame. In addition to this, the upper holder 
(except in A.C. motor lamps) is weighted, usually with cast 
iron, to such an extent that it preponderates over the lower 
holdw by about | to 1 lb. (300 to 500 gms.}, and thus seta the 
train of wheels in motion. Copper wire has the advantage over 
a chain that it permits of a smaller hole in the base plate, but, 
aa ^i;ainflt this, it readily corrodes and becomes stiff and brittla 
9. Carbon Clamps. — Clamps are used to secure contact with 
the carbons. They arc usually constructed of split brass sleeves 
(see page 60) to admit of carbons of a fixed size. In other 
clamps the contact surface is sometimes V-shaped, and a steel 
spring ia employed to secure an elastic grip, and will admit 
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carbons of different diameten. Fig. 38 sbowa an npper, and 
Figs. 39 and 40, a lower oarbon clamp. The latter clamp 



vi^0r ^S^ 



is 90 adjustable tbat a satisfactory adjustment ia possible, even 
with crooked carbons. The clamps are usually made of bronze. 
The depth of the V-shaped part of 
the clamp is about ^ to 1 in. for 
curreats of 6 to 15 amps. ^Hie clamp 
without a spring attachment ia un- 
satisfactory,' owing to the uneq^ual 
expansion of the metal and carbon, 
especially with alternating current, 
and often results in the carbons 
falling out. 

Both must be capable of adjust- 
ment on their holders in order to 
I facilitate the placing of carbons of 
different sizes in a central position. 
One holder, at least, must be insulated. 
10. Terminal. — Terminalfl are 
usually constructed as in Fig. 41 or 42. 
One is fixed in the base plate, either 
with or without insulation. The 
current is led from the terminals or 
from the electro-magnet winding to 
~" the movable carbon holders by means 

of flexible copper wire, which is either 
insulated with glass beads or coiled spurally on a special rod. 
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SO that contact between parts of opposite polarity is guarded 
against. 

11, BeflectoTB and Economisers. — 
Alternating current lamps require a 
reflector above the arc, because the 
lower carbon sends upwards the same 
stream of light as the upper carbon 
sends downwards. For this purpose 
a cross-piece is fixed to the guide 
supports, which may serve partly as 
a carbon support and partly to secure 
the reflector. Fig. 43 shows such a 
cross-piece with a reflector as in the 
alternating current lamp in Fig. 61. 

The cross-piece is attached to the 
guide frame, and insulated therefrom p^^ ^3 

with mica, and also has a similarly 
insulated plate acting as a guide-plate for the carbon. The iron 
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enamelled reflector fixed to it is bent outwards at the top and 
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fastened to the cross-piece by screws. The inner surface of the 
reflector is enamelled white, so that the reflection of light is as 
large as possible. The shape of the reflector is usually that of 
a truncated cone, but it may also be made curved. In the 
latter case, the light is concentrated and the illumination 
beneath the lamp is more intense within a small radius. 
But the exact shape of the reflector does not appear to be of 
paramount importance, since the distribution of the light mainly 
depends upon the power of diffusion of the globe. The use of 
a reflector over the arc has little appreciable value with direct 
current, because the distribution of light of the lower negative 
carbon is only slight, and in the crater of the upper carbon we 
have a natural reflector already to hand. It is possible, how- 
ever, to employ an economizer over the arc instead of a reflector 
(Fig. 44). The economizer forms a closed hollow space above 
the arc, the air in which is lacking in oxygen, whereby the 
consumption, especially of the upper carbon, is lessened, and a 
longer burning is obtainable. In spite of this advantage, the 
economizer is little used with ordinary direct-current lamps, 
because under certain conditions it is easily disturbed by the 
arc, e,g, when bad carbons are used, or when a draught (caused 
by faulty globes, and thus preventing the formation of carbon 
monoxide) is occasioned ; and also, on account of the paucity 
of oxygen at the carbon tips, the intensity of the light appears 
to be less with an economizer than without. 

12. The Cdsing. — The casing in which the whole lamp 
mechanism is enclosed usually consists of an upper part, which 
contains the regulating mechanism proper, and a lower part, 
detachable for the purpose of inserting new carbons, to which 
the glass globe is attached. The upper portion, again, consists 
of a suitable flanged cast-iron ring, to which the base plate 
(insulated if it carries current) is screwed. On top of the ring 
a metal cover is fitted as closely as possible. The close fitting 
of the latter is very important, as it reduces to a minimum the 
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access of air to the regulating mechanism, and keeps out all 

dust. To the ring is also attached the hanger carrying the 

porcelain insulator. The hanger is 

made to fold back, in order that the 

cover may be readily removed and 

the mechanism readjusted. In this 

ring are also fixed the porcelain 

bushes through which the leads are 

introduced. These bushes must be 

so arranged and of such a shape 

that rain cannot find its way into 

the lamp. 

The lower portion of the lamp 
consists of a metal cylinder with a 
suitable stamping or casting at its 
lower rim, to which the globe is 
attached. The latter is usually 
attached by a wire netting (copper 
wire of about 1 mm. diameter) with 
the assistance of a metal ring fitted 
to the lower end of the globe. In 
order to secure the globe still further, 
especially if the net attachment is 
not desired, an indented metal strip may be attached to the 
bottom of the cylinder, its teeth being bent outwards, so that 
it grips the globe inside. 

On the cylinder are also placed the hooks necessary for 
attaching it to the upper portion of the casing. This attachment, 
whilst offering the simplest possible manipulation, must effect an 
absolutely safe and rigid connection, and it must be sufiBiciently 
rigid to prevent the lamp swinging against its support in windy 
weather. In Fig. 45 (A.E.G. construction) this is attained by 
the hanger being hooked at its lower ends and provided at its 
pivots with long (deep) slots. In lifting up the lower casing 




Fig. 45. 
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the upper rim of the metal cylinder presses against the pro* 
jecting ring, which causes the latter^ together with the lamp 
mechanism, to be lifted up through the medium of pins (pivots) 
in the long slots of the hanger until the lower hooks engage 
with the hooked ends of the upper hanger. Projecting pieces 
fixed to the hanger facilitate the hooking on. 

Another modification — ^a rigid connection between the upper 
and lower portions of the casing to efTect an easier manipulation — 




m 




— -fjb 




Fig. 46. 

is eflfected by a crank motion of the lower hook. Fig. 46 shows 
the scheme in the Union Electric Co. lamp, and Fig. 47 in the 
Siemens-Schuckert lamp. In both cases the lower perforated 
hooks engage in the projecting lugs or hooks by a downward 
excentric movement of a lever fixed to the lower casing. In 
order that it could unhook of its own accord the axis of rotation 
of the hook would have to come from below the crank pivot until, 
by a movement of the lever both outwards and upwards, the 
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hook pivot lay outside the line joining the crank pivot and the 

point of support of the hook (i.e. the projecting lug) (see Fig. 

46). In Fig. 47 the 

hook, by being bent 

into the shape shown, 

has some spring, so 

that slight inequalities 

in execution are not of 

serious consequence. 

The lanip casing 
must admit of a certain 
constant flow of air to 
the arc, since the car- 
bon tips would not be 
suitably formed (see 
p. 3) and would 
tend to "mushroom," 
thereby obscuring the 

light rays. Hence, according to the construction of the lower 
portion, it sometimes becomes necessary to introduce special 
ventilation inlets. These are situated close beneath the base 
plate, so that the warm, ash-laden air beneath it obtains 
an outlet. Fresh air is partly introduced in the same way, 
partly between the globe and ring where they do not fit 
exactly, and partly by means of an ash-pit The latter is 
made either of glass^ zinc, or pinchbeck, and serves to close 
the lower opening of the globe. Frequently the ash-pit 
is provided with special vents, closed with a netting of a 
fine mesh, in order to prevent sparks from falling out. 
The ash-pit must be so arranged that it scarcely closes the 
lower opening of the globe and is not dislodged by vibration. 
Its function is partly to catch sparks so that they may not 
crack the globe, and partly to facilitate the cleaning of the 
inside of the globe. 
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The globes are almost exclusively made of opal or alabaster 
glass about 4 to 6 mm. thick. The thickness of the opal or 
alabaster covering must be such as to secure the most uniform 
illumination (which cannot be obtained without such a globe by 
the exposed arc, owing to the irregular distribution of its light) 
with the least possible loss of light due to absorption. In the 
globes used in practice this loss usually amounts to 20 to 
30 per cent. 

With opal glass the arc appears as a point of light ; with 
alabaster glass more as a flame. The power of dispersion of 
the latter is therefore greater, and its application for internal 
lighting with bright walls and ceilings correspondingly advan- 
tageous. For outdoor lighting purposes, on the other hand, the 
opal globe is generally chosen. The same distribution of the 
rays as with the alabaster globe (together with a smaller loss of 
light) may be obtained by globes with a matt surface, produced 
by sand blast or etching, provided the grain be free enough. 
These globes, however, easily become dirty on their rough 
surface so that they appear unsightly, and the loss of light soon 
increases. Clear glass globes are often used in railway yards 
with alternating current lamps, partly because the distribution 
of light with the alternating current arc with a suitable 
reflector placed over it, is somewhat more uniform. Hence the 
more transparent opal and alabaster globes are often chosen for 
use with alternating current arc lamps. On the other hand, the 
illumination on the ground with alternating current lamps of 
equal consumption is appreciably less than with direct 
current lamps. The globe may be either spherical or pear- 
shaped. 

The whole regulating mechanism must be so fitted within 
the casing that the latter shall carry no current. 



CONSTRUCTION OF ELECTRIC ARC LAMPS 



55 



B. DESCRIPTION OP LAMPS FOR DIRECT LIGHTING. 

Fig. 48 ahowB a direct current shunt arc lamp of the A.E.G. 
for an avenige P.D. of 40 volts 
across the arc, and for aeries con- 
nection of two lamps on 110 volta 
supply, and four or five lamps in 
aeries across 220 volt mains, a 
steadying resistance being required 
in each case. 

The mechaniam has already 
been explained on p. 23. It is 
noteworthy that in order to reduce 
the temperature error which is 
caused by the difference of the 
regulating P.D. of the arc in a cold 
and a hot lamp, a resistance is con- 
nected in series with the winding 
(copper wire) of the electro-magnet. 
This is wound on a metal ring, the 
coil surface being near to the lamp 
casing in order that it may be 
cooled. In the diagrammatic sketch 
of tiiese lamps (Fig, 49) it may also 
be noted that a small portion of 
this resistance, E, ia short-circuited 
during the contact of the escape- 
ment-wheel and the detent, but ia 
inaerted as soon as a tooth of the 
escapement-wheel disengages from 
the detent during the feed. Hereby 
an artificial weakening of the ahuut 
magnet occura in passing from 
tooth to tooth, so that the iu- 
finence of the hysteresis of the magnet, as well as of the 
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friction, ia counterbalanced and an exact regulation is 
obtained. Another method of eliminating the temperatnie 
error is to be found 
in the alteration 
of the tension of 
the spring or in the 
alteration of the posi- 
tion of the detent 
(according to the 
kind of lamp) by 
means of temperature 
compensators as em- 
ployed by the firm 
of Kbrting and 
Mathiesen, Ltd. In 
principle, the com- 
pensator depends 
upon the expansion, 
with increased tem- 




Fio. 60. 
peratnre, of metal tubes in the interior of the lamp. This 
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nsion IB commanicated hy a bent lever, either with the 
r frame and hence the 'scape wheel, or the detent, in 
a manner that the P.D. for 
lamp remains constant in 
I of the increased temperatnre 
he magnet winding and the 
cqnent weakening of the elec- 
of^et. In order to secure a 
cient increase in length with 
a of small size, several, or 
nate, iron and zinc tubes are 

and built up so that the 
gatioQS of the more readily 
msive zinc are added (see Fig, 

1 and 3 are iron tubes, 2 and 
*e zinc. The iron tube 1 is 
^ed to a support in the base 



Jlg. 51 is a direct - current, 
rential arc lamp of the A.E.G. 
ibout 40 volts P.D. across the 

Two to three of these lamps 
used in Beries for 110 volts, or 

to six for 220 volts or for a 
sure of 37 to 55 volts per lamp. 

construction and mechanism 
) already been described on 
31. This lamp differs in 
truction from the shunt arc 
)s only in the addition of the 
IS electro-magnet, in the em- 
meut of a stronger air dashpot 

a laiger stroke, in the use of a """ "" 

ler GontroUii^ spring, and in the elimination of the special 
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frame for the resutance for the Bhunt coils. The temperature 
error of the shunt coils has not saoh a great inflaence on the 
P.D. across the aic in a diEferential lamp, because to the greater 
attraction of the shunt in the cold condition of the lamp there ie 
a somewhat greater lamp current, which in torn strengthens the 
attraction of the opposing series eleotro-mf^et. Therefore the 
temperature error is, with similar conditions in the shunt 




winding, only half as great in differential lamps as in shunt 
lamps. Hence, in differential lamps, the use of a special 
resistance in the shunt coil circuit may he dispensed with, and 
the windii^ may consLat simply of insulated copper wire. In the 
above lamp, as shown in Fig. 52, a portion of the winding of 
the coil 9h is wound with resistance wire, and a portion of the 
latter spirals ES is short-circuited by the teeth of the escape- 
ment-wheel B and the detent or stop S, as in the case of shunt 
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lamps. The regulation of the lamp is therefore extremely 
exact. Naturally the whole electrical behaviour of the lamp 
depends on the form of the pole pieces of the electro-magnets. 
In the lamps shown these pole pieces are so constructed that 
the armature approaches tangentially to their pole-faces. By 
this means it is possible to alter at will the pull of the electro- 
magnets with respect to the position of the armature. For shunt 
lamps these conditions are so arranged that for the extreme 
position of the armature against the detent S, a P.D. across the 
arc of about 3 to 5 volts below the normal P.D. maintains 
the equilibrium of the opposing or regulating spring. If the 
pole pieces are so formed that the normal tension of the spring 
maintains an equilibrium for every position of the armature 
(possible with a suitable form of the pole pieces and taking 
account of the altering tension of the opposing spring), or if the 
P.D. is higher in the extreme position than in the normal 
position, then the disadvantage arises that the lamp flares up 
too readily with every disturbance of the arc through loose 
particles of carbon, and another disadvantage is that the 
striking of the arc with partially consumed carbons is only 
effected after much jerking of the carbons. The magnets in 
A.E.G. lamps are movable horizontally (through the provision 
of slots), whereby an adjustment of the pull is possible for 
different lamp currents without altering the windings. 

Fig. 53 is a Johnson & Phillips differential lamp of the hrake" 
wheel type. The electro-magnetic control consists of a series 
solenoid, Se, and a shunt solenoid, Sh, actuating respectively 
the cores C, C (Fig. 54). These solenoid cores are pivoted to 
opposite ends of a balance arm, E', which is centrally pivoted at 
P. The brake gear consists of a brake-wheel, Bw, having a rim 
on which rest two brake blocks, Bb, one inside the rim and the 
other outside the rim. These brake blocks are so pivoted on a 
brake lever, Bl, that when the lever is horizontal the wheel can 
slip freely through the brake blocks, but a slight tilting of the 
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lever causea Bb to grip the rim of Bw. One end of Bl is 
connected to the balance arm B', and the other end rests freely 
on a support S. 

The carbons are gripped in split tube holders, Hi and H^ 
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attached to sliding rods, which ensure their movement being 
strictly aloi^ the axis of the carbons. These rods are connected 
\>j means of flexible, braided copper tape to two wheels, both 
mounted on the same shaft as the brake-wheel (Fig. 54), but are 
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isolated from each other. The connections are ao arrai^ed 

lat as one carbon descends the other ascends, thus maintaining 

le arc always in the same place. 

he positive carbon holder is much 

eavier than the negative, bo that 

tie carbons approach each other 

y gravity. The position of Bl 

nd the caibona touching shown in 

'Ig. 54, is the normal state before 

he Bwitching<in of the lamp. 

When current is supplied to 
he lamp the series core is power- 
ally magnetized and pulled into 
\A solenoid, Se; this tilts the 
>alance arm and causes Bb to grip 
he brake-wheel, and causes it (Bw) 
rotate slightly, thos striking 
be arc. 

As the carbons bum away 
Lnd arc P.D. increaaea, the shunt **'" '*' 

olenoid gets gradually more powerful and causes Bl to assume 
\ position in which the brake-wheel can slip back a little owing 
a the greater weight of the positive carbon holder, thus 
ihortening the arc and weakening the shunt solenoid. An air 
laahpot prevents too rapid a motion of the cores and brake 
lystem. The action of the feed is fairly continuous. Fig. 53 
shows the lamp closed, and Fig. 53a. another view of the same, 
opened for trimming. 

Fig. 55 shows a twin arc lamp of the same type as in Fig. 48 
for direct current. It consists of two independent mechanisms 
with a double set of carbons, constructed within the same casing. 
This lamp was the outcome of an increase of the supply pressure 
which had for its object a diminution of the C^K lead losses. 
For example, in many towns the mains pressure has been 
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increased from 110 volts to 220 volte. This object frequently 
conflicta with the number of lamps required for a certain porpose 
— as, for instance, for tradesmen 
needing only two ordinary single 
lamps. Since transforming to the 
lower pressure could not be en- 
tertained for such and similarly 
small lighting purposes, on account 
of the expenses of transformation 
and attendance, it becomes neces- 
sary to employ the high voltage 
enclosed arc lamps, which bora 
with about double the P.D. of 
the ordinary open arc lamp. 
Owing to the relatively smaller 
illumination and the constant 
wandering of the arc, these lamps 
have not met with general approval 
in Europe, in spite of the advantage 
of prolonged burning which they 
give with a single pair of carbons, 
at any rate, for street lightit^; 
though in America it has driven 
out the open arc for both indoor 
illumination and street lighting. 
In Ei^land, at the present time, 
we may say fairly that the most 
popular type of arc lamp for 
indoor illumination is the single 
globe enclosed (see p. 110) ; and 
the flame arc lamp is rapidly 
superseding the ordinary open 
and enclosed lamps for external 
lighting. In Germany especially, it was the above-mentioned 
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disapproval which brought about the constmction of the twin 
open arc lamp. 

Electrically, the two mechanisma and the two sets of 
carbons are, in this case, connected in seriea ; and mechanically, 
they work independently of one another. Both arcs are struck 
aimoltaneously and are maintained with about half the current 
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necessary in a single lamp of equal candle-power. The efficiency 
of such a lamp is, on account of the decreasing ef&ciency of 
the arc with smaller currents,* somewhat less than that of 
single lamps of equal consumption, though still somewhat 
greater than that of the enclosed arc lamp. Fig. 56 shows a 
twin shnnt arc lamp, and Fig. 67 a twin differential arc lamp, in 

* See p. 123. 
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both of vhich, the arcs ara in series. The terminal pressure of 
these lamps is about 80 volts. With a tesiataQce tho; can be 
bnnied singly on 100 volts, or with two lamps in series on 220 
volts supply. 

If it is desired to bum the lamp for a longer period with 
only one renewaJ of the carbons, these lamps can be con- 




nected so that the two pairs of carbons bum consecntively ; 
in which case the lamp is virtually a aiagle lamp with 
prolonged burning. This arrangement is more generally used 
in the twin lamp ibr street lighting in this country, Hw 
r^nlating mechanisms and carbons are connected in parallel, 
and the terminal pressure of the lamp dien corresponds only to 
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the F.D. aci039 one arc. Fig. 58 shows the connection of a 
shunt lamp for this purpose, and Fig. 59 that of a differential 
lamp. In the latter lamp the maia current passes (on entering 
the lamp) £roni one terminal to the series coils of both 
mechanisms in series, and then passes to one or oth^ of the sets 
of carbons, and thence to the other lamp tenainal. Both the 




shunt coils are connected in parallel with the arc. Current 
thus passes through all tlie coils, although for the time being 
only one arc is struck. Hence the lamp consumes a few more 
watts than a single lamp. On the other hand, there is a greater 
certainty of action with the above connection than if an 
automatic switch inserted the coils of the second pair of carbons 
after the first pair burnt out. In the case considered the 
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bunuDg pair is so adjnsted with normal onrrent that the release 
of ita eecapemeDt-wheel (i.s. the feed) only ocoure with about 
1 to 2 volts higher FJ). across the arc than tJiie P.D. across the 
other set Since the same main current flows through both the 




series coils, and since both the shunt coils have the same voltage, 
the carbons heloDging to the mechanism adjusted for the higher 
P.D, are kept apart imtil the other pair (for a lower F.!).) 
bum out. When the holders reach their extreme positions, 
the length of the arc of the bumiug pair increases through 



CONSTRUCTION OF ELECTRIC ARC LAMPS 67 

consumption of the oarbous ; thua the P.D. across the arc beoomes 
greatei until the other mechantsin controlling the second pair of 
caibons is released. In conseqaence of the short circuit, dae to 
the striking of the second arc, the first is extinguished and the 




consumption and feed of the second pair begin. The two arcs 
need not require the above-mentioned (constant) difference in 
P.D. for their r^nlation. By the choice of pole pieces the 
adjustment may be so arranged, that at the first attraction the 
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armature of one mechanism requires a somewhat higher P.D« 
across the arc, though afterwards the release follows with equal 
P.Ds. across both arcs. The connections and mechanisms of 
shunt lamps are, with the omission of the series coil and the 
substitution for it of suitable springs or weights, the same. 

Fig. 60 is an A.E.G. alternating current motor arc lamp. 
Between the series and the shunt magnets a metal disc capable 
of rotation is inserted. The pole pieces are partly covered with 




Fig. 62. 

fixed copper plates or shoes. In the latter and the metal disc 
the magnets induce eddy currents, which produce a torque on 
the movable disc. As shown in Fig. 61, the magnets are 
so arranged as to produce opposite torques. The effect of 
the series magnet is to strike the arc; whereas that of the 
shunt magnet is to produce a feed. For a given lamp 
current and P.D. across the arc, the lamp may be adjusted to 
give equal and opposite torques by selecting the number of 
turns or by varying the air gap in the magnetic circuit of the 
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series magnet. The latter alteration is effected by means of 
the adjustable yoke shown in Fig. 62. The movement of the 
metal disc is transmitted to the carbon holder by gear-wheels 
and a chain pulley. A lengthening or a shortening of the arc 
occurs according to the way in which the equilibrium of the 
torques is disturbed. The lamp is therefore regulated con- 
tinuously by the resistance of the arc, and not periodically as 
is the case in lamps provided with a clockwork escapement. 
Since the motor lamp is not affected in its working by any 
heating, as lamps with a swinging lever frame are, it has the 
advantage that immediately after the striking of the arc the 
electrical conditions become normal. 

All the lamps heretofore described are only suited for use 
with ordinary pure carbons, and cannot be employed to advantage 
with chemically treated carbons or other electrodes. 



C. SIZES OF CARBONS. 

The following tables give the sizes and lamp pressures foi 
pure carbons. For direct current the positive carbons are cored 
and the negative carbons solid, and in the case of alternating 
current both carbons are cored. The consumption of the positive 
carbon with direct current is greater than that of the negative 
carbon. In order to secure an equal consumption, the former is 
chosen with a correspondingly greater diameter. 

Sizes of Carbons and Lamp Pressures for Two D.C. Arc 
Lamps in Series on 110 Volts, or Four to Five in 
Series on 220 Volts, or for more in Series with 
ABOUT 45 to 50 Volts per Lamp. 

table I. 



Current 


2 


8 


44 


6 


8 


10 


12 


15 


Amperes 


Lamp pressure 


86 


87 


88 


89 40 


41 


42 


43 


Volts 


Cored carbon 


8 


11 


13 


15 16 


18 


20 


20 


jDiameter 
/ in mm. 


Solid carbon 


5 


7 


8 


9 


10 


12 


18 


14 
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Sizes of Carbons and Lakp Pressubes fob Thbee D.C. Lamps 
IN Sebies on 110 Volts, ob Six Labifs in Sbbies fob 
220 Volts, or fob mobe in Sebies with about 37 to 40 
Volts peb Lamp. 

TABLE n. 



Ourrent • 

Lamp pressure ... 
Gored carbon 
Solid carbon 



1 

4* 


6 


8 


9-10 


12 


Amperes 


85 


35 


85 


85 


85 


Volts 


11 
7 

1 


13 
8 


14 
9 


16 
10 


18 
11 


JDiameter in mm. 



The length of each carbon is usually 8, 10, or 12 inches 
(200, 250 to 290, or 325 mm.). They bum for the correspond- 
ing periods of 8 to 12, 12 to 18, or 15 to 20 hours, leaving a 
remainder of 40 to 50 mm. (IJ to 2 inches approximately) 
length for open arcs. With the smaller currents they bum 
for a shorter time than with a greater current, so that for a 
medium current strength of 8 amps., with the given lengths, 
they would bum for about 10, 14, 16, or 18 hours. In interiors 
they bum on the average 1 to 2 hours longer, owing to decreased 
air circulation. In lamps provided with an economiser over the 
arc, the positive carbon is usually 1 mm. less in diameter. 
Positive carbons of inferior quality (producing more ash) require 
a somewhat thinner (solid) negative carbon, but these, as a rule, 
are only adapted for lamps which bum with a pressure of at 
least 50 volts. 

Sizes of Carbons and Lamp Pressures for an A.C. Lamp for 
40 Volts Supply, for Two Lamps with 72 to 80 Volts 
Supply, for Three on 105 to 120 Volts, or for Six on 
200 TO 220 Volts, or for more in Series with a 
Terminal Pressure of about 36 Volts per Lamp and an 
Alternating Current with a Sine Wave Form. 

TABLE m. 



Ourrent 

Lamp pressure ... 
Gored carbons \ 
(upper and lower) ] 



8 
28-80 


10 
29-31 


12 
29-81 


15 
29-81 


20 
81-88 


11 


12 


18 


14 


16 



Amperes 
Volts 

Diameter in mm. 
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The praiodfl of buming in this table for pure carbons for the 
respectire lengths, 8, 10, and 12 inches per carbon for exterior 
lighting are 8 to 9, 12 to 14, and 15 to 16 hours. 



D. LAMPS FOE DIFFUSED LIGHT (INDIRECT 
LIGHTING). 

B7 means of a suitable modification of the lamp casing 
and globe, it is possible to obtain vith the above lamps a 
strongly diffused or shadowless illumination. Such lamps are 
suitable for lighting purposes in drawing offices, spinning 
mills, engraving works, etc. 




The simplest and most economical construction, in so far as 
lighting with direct current is concerned, is that in which the 
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lower caibon is the poBitive. These are the ao-called " inverted " 
arc lamps, in which the crater casta its rays upwards on to tJw 
ceiling. The latter then aerves, 
in rooms from 11 to 16 feet (3'5 
to 5 metres) high, as a large 
reflector, and hence must be kept 
a white colour. The arc itself 
can be either entirely obscured 
by means of a metal reflector 
(Fig, 63), or partly obscured by 
a translucent glass reflector (Fig. 
64), according to the reqoiremento. 
In the latter case some light 
passes directly through, coming 
principally from the upper nega- 
tive carbon. In spinning mills 
(or where easily inflammable 
material is likely to drop into 
the bottom reflector) the arc must 
be entirely enclosed, owing to the 
danger aiising from dust^laden, explosive air. This may be 
accomplished by means of a glass cover, which fits over the 
metal reflector, as shown in Fig. 65. In rooms of greater 
height than 16 feet, or in rooms in which the ceilii^ is 
not suitable as a reflector, a special white enamelled reflector, 
30 to 35 inches (800 to 900 mm.) diameter, is fixed over the arc 
The arrangement of the positive carbon as the lower carbon 
has, however, the disadvantage that particles dropping from the 
upper carbon fall in the crater, and disturb the are more or less 
until they are burnt up. For this reason it is desirable to 
choose the carbons as thin as possible, having regard to the 
period of time for which they are required, and only to 
use carbons of good quality. Lamps constructed with this 
arrangement of the carbons, and havii^ an open arc (and also 
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those with a clear glass cover), throw on to the ceiling a strong 
shadow of the upper portion of the lamp, which is often un- 
desirable. This dis- 
advantage disappears 
with a normal ar- 
rangement of the posi- 
tive carbon as the 
upper carbon, and 
with a reflection of 
the rays from the 
crater to the ceiling. 
Here, too, according 
to particular require- 
ments, either opaque, 
enamelled reflectors 
(Fig. 63), or trans- 
lucent reflectors (Fig. 
64), which allow some 
of the light to pass 
downwards, but throw 
the major portion 
upwards, may be 
chosen. In conse- 
quence of the double 

reflection {i.e. a reflector and ceiling), the loss of light in 
this arrangement is comparatively large. Hence the illumina- 
tion, in comparison with the arrangement with the positive 
carbon as the lower carbon, is only obtained with a greater 
expenditure of energy. But still, where it is applicable, 
this is the best in quality for artificial lighting of interiors 
in which work of any kind is conducted. A special device 
for obtaining light indirectly with an ordinary direct current 
arc lamp is the Siemens-Schuckert reflector (Fig. 66). It 
consists of a large, bell-shaped, translucent, linen reflector. 
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A, a small hemispherical alabaster bowl, G, and a dear glass 
ring, B, of prismatic section. The large reflector is situated 
abovB the lamp, and receives up to an angle of 25° below the 
horizon the upper portion of the rays emitted from the arc. 
These rays it diffnses and reflects downwards. The alabaster 
globe encloses the lower portion of the lamp and permits some 
rays to pass throi^, whilst caatii^ others up to the reflector 
A. The intensest portion of the rays, which is emitted from 
the arc within an angle of 25° to 45°, mnst pass through the 
prismatic glass ring placed slightly below the arc, and is thus 




80 refracted that it also strikes the reflector. In consequence 
of the transparency of the large reflector, a portion of the light 
passes through it, and thus a soft illumination of the ceilii^ 
and the upper walls is obtained. 

Alternating-current lamps may also be used for indirect 
lighting, thon^ with the same expenditure of energy the 
illumination is considerably less than with direct -current 
lamps, and the humming noise of tiie arc is frequently 
objeotionable. 
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Sizes of Carbons and Lamp Pressures for Direct-Current 
Arc Lamps for Indirect Lighting with a Positive Lower 
Carbon. 

TABLE IV. 



Current 

Lamp pressure, about 
Ck>rea carbon 
Solid carbon 



6 


8 


9-10 


12 


41 


42 


42 


48 


10 


11 


12 


18 


10 


11 


12 


18 



Amperes 
Volts 

Diameter in mm. 



}D, 



Length of cored carbon, 10 inches (250 mm.); length of 
solid carbon, 6 inches (150 mm.). Period of burning, 7 to 8 
honrs. 

TABLE V. 



Current 

Lamp pressure, about 

Gored carbon 

Solid carbon 



6 

40 
14 

8 



8 
41 
16 

9 



10 
41 
17 
10 



12 
42 
18 
10 



15 
48 
20 
12 



Amperes 
Volts 

JDiameter in mm. 



Length per carbon, 8 inches (200 mm.). Period of burning, 
about 10 hours. A softer light is obtained with the sizes given 
in Table IV. than with those given in Table V. The sizes given 
in Tables I. to III. apply to all other lamps for indirect lighting. 



II. FLAME ARC LAMPS. 

A. GENERAL REMARKS. 

The Flame Arc Lamp, ever since The British Westinghouse 
Company introduced it into Great Britain, has rapidly gained 
in popularity. Its warm, attractive glow has caused it to be 
much sought after for shop lighting, places of entertainment, 
etc. On account of the brilliant appearance of the lamp, 
a greater efficiency than the ordinary open type arc, and an 
excellent light distribution, it is being widely applied to 
lighting of large spaces, such as railway stations, engineering 
yards, parks, etc. The so-called " Sun-ray," or golden flame 
arc, has a fog-penetrating power, and thus renders it of special 
value for docks and harbours. The flame arc lamp is also being 
made available for interior illumination. 
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B. FLAME ARC LAMPS WITH CO-AXIAL CARBONS. 

The flame arc lamp is simply an ordinary open type of arc 
lamp,* but with certain modifications, and can be arranged 
to bum with direct or alternating current. Briefly, the 
modifications are — 

(a) Chemical carbons mineralized with certain metallic salts 
(or electrodes with a refractory conducting material other than 
carbon, see p. 13). 

(&) Suitable alteration in the striking mechanism, owing to 
working with a greater length of the flame arc than in the 
ordinary open type. The length of flame arc for a P.D. of 40 
volts is about 15 to 16 mm., whilst the average length of arc in 
the ordinary open type for the same P.D. would be about 2 mm. 

(c) An economizer, consisting usually of an inverted fibreclay 
bowl, fitted above the arc (Fig. 67). 

In order to obtain a light sufficiently steady for the require- 
ments of exterior lighting, as little as possible of the carbon tip 
should be exposed to the arc, therefore carbons as thin as 
possible are employed. In the direct-current lamp the uppermost 
or positive carbon is made the same size as the negativa But 
since, imder ordinary circumstances, the positive carbon bums 
away twice as quickly as the negative, it is necessary, if a fixed 
burning position is to be retained, to supply a hollow space, as 
in that of the economizer, in which an atmosphere deficient in 
oxygen can collect around the upper carbon. The combustion 
of the latter is thereby retarded, and the automatic equalization 
of the combustion of the two carbons is thus effected. 

In certain flame arc lamps the lower carbon is made positive. 
In that case it must be proportionately thicker than the negative 
carbon. The light is then more steady and the colour more 
uniform than in the former case — presumably because the added 

* A practical enclosed flame arc lamp has been patented by M. Andr^ 
Blondel, Paris. British patent No. 4677 (1906). 
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chemical aubstances offer s steadier resistance, and because the 
thicker lower carbon protects the Same against the ascending 
corrents of air. In spite of the absorption of light dne to 
reflection of light at the anr&oe of the economizer, there is not 





Pro. 67. F>0- 68. 

much loss of light with this arrangement, becanse the thicker 
carbon delivers more of the added chemicals to the flame. 

It is necessary to isolate as far as possible the portion in which 
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the flame bnnu, in oider that tlte iigarions gases ptodaced by 
the chemically prepared carbons should not reach the lamp 
mechanism, but pass freely into the outer air. This is generally 
effected, as shown in Fig. 68, by a metal cover fitting in 
a groove in the lamp casing and fixed to the lamp &ame and 
also gripping the economizer. Suitable vent holes are pierced 
in the outer portion of the lamp, and these are provided with a 
cover, in order to keep ont rain. 

With altematiog current the special arrangement of an 
economizer may be omitted, since the constimption of both 
carbons is the same. Instead of the economizer a reflector is 
generally introduced. Motor lamps also do not require a 
modification of the striking efTort. 



Sizes of Cabbons and Laup FBEasuBEs for Flame Abc 

Lamps with Co-axial CAEBONa 

TABLE VL 

DiSBCr otntBBirF (upper oabbon rosirtTB). 



Current 

Lamp preasiira, about 

Chemical carbons, upper and lower 




Ifi I AmpsreB 
43 Volte 
-,. If Diameter 



Period of burning- 
Length o£ each ooibon 10 ins. (260 1 
„ 12(inB. ' 



TABLE Vn. 

SIBBOT COBBBKT (UIWEB CARBON FOBITIVE). 



Current 6 

Lamp prasBure, about 39 

Chemical carbon, upper 7 

1 


8 1 10 
40 1 40 

8 1 9 
11 1 13 


12 16 
41 , 42 

9 10 

13 16 


Amperes 

VoltH 

IDiameter 
Jin mm. 


Period of burning with economizer— i 
Lengtha[GBahcarbonlOiiia.(aG0iimi.}l T 
13{inB.CS36inm.), 9j 


x? 


8 
11 


8 
11 


!? 


BOUM 
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TABLE Vm. 



ALTEBNATDUG CUBBEJNT. 



••• 



Current 
Lamp pressure, about 
Ohemical carbons, upper and^ 
lower ••• / 



8 
80 

8-10 



10 
80 

9-11 



12 
80 

10-12 



16 
80-84 

12-14 



20 
80-84 

14-16 



Period of burning — 
Length of each carbon 8 

ins. (200 mm.) 

Length of each carbon 12{ 

ins. (325 mm.) / 



6-7 
10-12 



6-7 
10-12 



7-8 
11-18 



7-8 
11-18 



7-8 
12-14 



Amperes 
Volts 

{Diameter 
in mm. 



Hours 



»f 



The thicker carbons in Table VIII. and their corresponding 
longer period of burning are for yellow or " Sun-ray " light, 
and the thinner (chemical) carbons with corresponding shorter 
periods are for a white or " White-ray " light. 



C. FLAME ABC LAMPS WITH INCLINED CARBONS. 

The ordinary arrangement of co-axial vertical carbons has 
given place to inclined carbons with their tips pointing downwards, 
as shown in Fig. 6, the latter arrangement being much more 
suitable for chemical carbons. There is a tendency for the 
chemicals, appearing as a fine ash, to gather on the outside of 
the co-axial carbons or to form a slag, with a consequent 
reduction of the light. Since the larger portion of the light 
comes from the arc, it should be allowed to pass downwards 
without shadows. The carbons are mounted side by side above 
the globe, meeting generally at an angle of about IS'', and the 
arc formed between the tips is repelled in a bowed form, either by 
the magnetic field produced by the loop circuit consisting of the 
" + carbon, arc, and — carbon/' or by the special employment of 
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so-called blow-down nu^ets * (Figs. 70a-70c) tbroogli vhicli the 
OTurent taken by tbe 
lamp passes; tbe ac- 
tion of the blow-down 
magnet upon the arc 
being the well-known 
repellant effect that the 
m^netic lines exert 
on the flexible cnrrent- 
carrying aic. The de- 
flection, and hence the 
formation of the arc. ia 
then readily controlled 
by this blow-down de- 
vice, and the magnetic 
field may be strength- 
ened or weakened ac- 
cording to desire. The 
stronger the field the 
more tbe flame ex- 
pands. "With cnrrents 
of from 8 to 15 amps., 
and an angle of 15 to 
20 degrees, a special 
blow-down magnet is 
usually unnecessary ; 
but with a small car- 
rent an increase of its 
own field, and with a 
current above 15 amps, 
a weakening of its own 
created field by means 
of a blow-down mag- 
net, are of advantage. 
• SeealM)p.91,Rg,86. 




I 



\i 



V 



Alterufttiug Current, 15 volts, 10 amperes. 
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In Fig. 69 (Plate lY.) the iUnstrations a \ja d (for direct 
current) and « to A (for alternating ounent) show how the 
flame forms with different inclinations of the carbons np to 
gle of 90°. The illustrations t and / are for the same 




angle, bat in t the current was made somewhat lai^er. The 
shape of the flame in illustrations a, e, and / resembles that of 
a soap bubble coyering the bowl of a tobacco pipe. 

The carbons pass through holes in a bowl-shaped economizer 
whose function, it has already been remarked, is to keep the 
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hot carbon tips in an atmosphere deficient in oxygen, thereby 
reducing the consumption of the carbons and thus saving in 
both cost of carbons and trimming. The economizer also serves 
as an excellent reflector, as it is covered with the white ash 
deposit and protects the flame from draughts. To get the best 
results, the carbon tips should not project below the level of the 
rim of the economizer. Fig. 71 shows the cross-section of an 
economizer in an " Excello " arc lamp (Union Electric Co.), and 
exhibits at the same time the correct position of the carbons. 
The position of the carbons is dependent on the length of the arc, 
and this is naturally controlled both by the voltage available for 
the arc and the quality of chemical carbon used. In this lamp 
great stress is laid upon the correct elevation of the arc in the 
economizer. If, after it has burnt long enough to be properly 
formed, the carbon tips remain too high inside the economizer, it 
is evident that the voltage of the arc is too high, indicating at 
the same time that the current is too great. To remedy this, it 
is only necessary to increase the steadying or line resistance ; 
and conversely, to diminish the resistance when the carbon tips 
are below the level of the economizer. 

On the whole, the regulating mechanism is usually the same 
as in the direct and alternating current lamps already described. 
The only difference lies in the fixing of the carbon holders. 
These must be so arranged that both carbons may be fed down- 
wards at the same time, and to the same extent, as they bum 
away. There is also a different method of separating the carbon 
tips in the act of striking. 

The regulating mechanism in Figs. 72 to 80 is differential, 
the magnet system in the A.E.G. flame lamp (Figs. 72 to 74) 
being the same as in the ordinary type described on p. 57. 
The electro-magnets in the Union " Excello " flame lamp (Figs. 
75, Plate V., and 76) are at right angles to one another, h being 
the series magnet, and % the shunt magnet. Both lamps are of 
the clockwork type, but whereas the swinging frame in the 
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A,E.Cr. lamp carries the 'scape wheel, in the " Excello " lamp it 
ia the detent which ia fixed to the awinging frame. In both lamps 
the feed is r^ulated by the 
detent (H in Fig. 74, and / in 
Fig. 76). In the A.E.G. lamps 
(Figs. 72 to 74 for direct 
current, 77 to 79 for alter- 
nating corrent), the feed is 
obtained as follows: the two 
carbon holders are suspended 
from a cross-piece, T (Fig. 74), 
to which are attached gnide< 
pieces which, in ordinary 
lamps, the Qpper carbon pos- 
sesses. Besides the guide- 
frame tubes for these, there 
are arranged at right angles 
two pairs of inclined guide 
rods for the carbon holders. 
As the carbon holders slide 
down, when free to move, 
they also move inwards on 
the cross-piece T. A fireproof 
reflector is attached to the 
lower ends of the frame tubes. 
Another practical construc- 
tion to obtain an equal feed is 
that in which both holders 
slide on inclined guide rods 
and are suspended by copper 
cords or chains, which pass 
over a common cord or chain- 
pulley (Fig. 81). The " Excello 
(see Fig. 76). 




lamp possesses such a feed 
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The feed in all tlie flame arc lamps desoribed, except in tbe 
alternating-carreiit motor lamps, is operated by the veight of 
tlie carbon holders. In order to insert new carbons in lamps 
of tiie tjrpe shown in Fig. 72, an upward movement of the 





holders is effected by a poll on the loose end of the chain, 
whilst in lamps with a cord or chain-puUey, a third cord or 
chain for use by hand is usually inserted (Fig. 81). 

The shunt magnet brings the carbons together, and the series 
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mi^^t separates them and checks the feed. For atriking the 
aic and separating the carhons a few millimetres they wouldlneed 




to be raised ap coDsiderahly after contact of the tips, owing to the 
small acnte angle at which the; are placed. This is generally 
only possible with motor lamps (Figs. 77 to 80) which are not 
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limited to any fixed striking effort or pull. Lamps with a 
definite striking pull, i.e. all direct-current lamps, must there- 
fore be provided with a system of levers which, when the 
current passes through the series coil, participates in the 
movement of the armature, and so causes a separation of 
the carbons. This movement either the whole carbon holder 
or only the carbon itself may share. In Fig. 74 the con- 
necting rod and crank lever controlling the negative carbon 
is attached to the armature A. In Fig. 76 the slider d is con- 
nected to the rod &, which in turn is fixed to the swinging 
frame e in such a manner that the movement of the armature 
towards the series magnet causes a side movement of the 
extremity of the carbon rod. 

In all these flame arc lamps the carbons must, in the 
interests of a steady light, be chosen comparatively thinner 
than in the lamps described before. Consequently, if they are 
to bum for the usual time (6 to 18 hours), the carbons must 
be considerably longer, and thus their ohmic resistance, which 
cannot be neglected, is introduced. For this reason, in lamps 
burning more than 6 hours it is not sufficient to conduct the 
current to the carbon holders, but special clutch contacts, as in 
Figs. 81, 81a, and 81b, must be introduced in the neighbour- 
hood of the carbon points (see also Fig. 90). It has also been 
mentioned* that chemical carbons are used with their con- 
ductivity increased by means of a copper deposit or a zinc 
gauze covering or core, etc., so that in this case the special 
contacts may be omitted. 

In order to prevent the economizer, as well as some of the 
metalwork, from possible destruction by the arc travelling up 
when the carbons have burned away as feu: as permissible, e.g. 
when the holders have reached the lowest possible point, there 
are introduced into these lamps special contrivances for ex- 
tinguishing the arc in such cases. These contrivances may 

* Chapter I., p. 13. 
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ooDsiat of either a cut-out for the shunt coU, or iu the switching 
in of a blow-ont magnet. The cut-out may be operated by a 
carbon holder. In Fig. 76, for circuits up to 125 volte, the 
shunt circuit ia automatically broken by the carbon-feced switch 
U, mechanically operated by a small detent on the chain oon- 
nectii^the carbon holders, and causing the series-wound mf4^et 






to draw the armature right over and separating the carbons as 
far as possible, thus extinguishing the lamp. In the A.C. lamp 
in Fig. 82 the shimt circuit is similarly broken by the cut-out 
U; the series mt^et then winds the carbons apart until the 
arc breaks. For the higher voltages, say 240 volts, the above 
cut-out is not sufBcieat to extinguish the arc for the D.C* 
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lamps, and therefore the blow-down magnet, which ia excited 
b; a series winding whilst the lamp bums, has an extra shunt 
winding on it (the blow-down 
— *— ^ magnet) inserted at the moment 
of switching out the shunt 
m^inet coil ; thus strengthening 
the magnetization and extin- 
goishing the arc.. 

The guide rods can also be 
bent in such a way that an 
increased separation of the car- 
boos occurs when the carbon 
holders reach the lowest position. 
All these devices have the same 
object, viz. to extinguish the arc 
by a sudden separation of the 
carbons, and the simplest device 
of all is to insert carbons which 
are not cored at the end inserted 
into the holder. Then as the 
carbons bum down to the un- 
cored portion, the conductivity is suddenly reduced ; thus the 
current ia not so readily conducted, and the arc is extinguished 
as a direct consequence. 

The case must be constructed so that the globe space which 
contains the light shall be entirely shut off from the upper 
portion of the lamp, in order to exclude the injurious nitrous 
oxide fumes which are generated, and the necessary vent holes 
must qfer a free outlet for these gasea This is usually effected 
by a special protecting cover (Figs. 74 and 79) at the lower 
end of the lamp frame, to which is fastened a plate fitting the 
case as closely as possible. Owing to the presence of these 
nitrous fumes, it is desirable that in all flame arc lamps with in- 
clined and co-axial carbons all iron and steel parts should be 
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enamelled or lacquered with a heat-resisting and rust-preventing 
enamel. It is also better to avoid the use of steel in delicate parts. 

The British Westinsrhouse Flame Arc Lamp.— The flame 
arc lamp which the British Westinghouse Co. first intro- 
duced into this country was the Bremer lamp — the pioneer 
of magazine lamps — but it was rather too complicated for 
ordinary use. The flame lamp the Company now supply is 
very simple and of substantial construction. The lamp is a 
good example of the distinctively British type of brake-wheel 
feeding mechanism with the see-saw striking lever (see p. 60). 
For this reason we propose to give a detailed description of 
their lamp for direct current. 

The magnetic system is differential, consisting of a series 
solenoid, Se (which strikes the arc and arrests the feed in the 
usual manner), and a shunt solenoid, Sh, whose function on 
switching the lamp is to bring the carbons together before 
the arc is struck and to feed the carbons after it is struck 
(Figs. 83 and 84, Plates VI. and VII.). The cores of the 
solenoids are suspended from the opposite sides of a rocker, B', 
the movement of which is steadied by the dashpot D. 

The carbons C, C are fixed in holders which slide on the 
pairs of inclined guide-rods g^ g, and which are hung from the 
two opposite ends of a centre cross-piece, CP, which slides on 
the tubes r, t\ The cross-piece is attached to the end of a chain 
which passes over a chain pulley, T, the guide pulley jp, and 
through the slotted tube r', terminating in a short rod with a 
knob, K, projecting through the slot. Thus in adjusting or 
re-carboning the lamp the holders may be raised by pulling K 
down. T is attached to the side of the brake-wheel B, round 
which the brake chain he passes (see Fig. 85). One end of he 
is fixed at /, and the other is attached to a lever pivoted 
at X ; the helical spring S tends to keep L down and he taut 
round B, so that B and T are prevented from rotating. When, 
however, the shunt solenoid (Fig. 84) pulls its core down. 
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the link rod I (and with it the lever L) ia raised hy the tilting 
of the rocker (whose poaitioD wh^i the lamp ia out of circuit 
ia as indicated), so that the htake is taken otT B ; the cross-piece 
hence falls b; its own weight, and the carbons are fed forward. 
It should be noted that the upper end of I has a loi^ slot in 
it, and is therefore unaffected by the movement of K' when the 




latter is tilted in the reverse direction by the series solenoid. 
As soon as the current pasaea through the series coil (when the 
carbons come in contact), its core moves down, and the long rod 
Ir, which passes right down to the foot of the lamp, participates 
in this movement and actuates the striking mechanism. This 
is more clearly illustrated in F%. 86 (Plate VIII.), where the 



CONSTRUCTION OF ELECTRIC ARC LAMPS 



91 



carbons C, C pass through close-fitting holes in mica-insulated 
plates on the cast-iron foot F^ to which the cast-iron economizer 
is fixed. One of the plates can move sideways, and is con- 
nected to the long rod It through the small crank and the lever. 
Thus when Ir is lowered by 
the energizing of the series 
coily the side movement of one 
carbon occurs and the arc is 
struck. Conversely, the shunt 
coil would cause Ir to be raised, 
and the tip of this carbon to 
be brought nearer to the other 
one. Hence this striking 
mechanism virtuaUy does part 
of the feeding, for as the 
carbons bum away, with a 
resulting lengthening of the 
arc, Sh raises Zr, and the plate 
moves inwards. This action 
takes place for some time 
before the brake-wheel is re- 
leased and the carbons feed 
downwards. 

The flame arc is of a colour 
depending upon the carbons 
employed, and is deflected 
downwards by a blow-down 
magnet, M, excited by a wind- 
ing connected in the main 

lamp circuit, as will be seen in Fig. 87, showing the diagram 
of connections and also the substitutional circuit, consisting 
of an automatic switch, C, and substitutional resistance, BB. 
This circuit is dispensed with in lamps intended for working 
singly, but is provided when two, three, or more are connected 
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on constant-pressure circuits. We shall have occasion to 
refer to this compensating circuit on p. 172. 

The Magazine Flame Arc Lamp. — The magazine lamp 
has been designed to bum longer with flame carbons and to 
save trimming. It has the further advantage that the carbons 
may be burnt to a stump. 

In the " Oriflamme " arc lamp made by the Oliver Arc Lamp 
Co., we have a magazine lamp containing in its storage 
chambers or magazine nine pairs of carbons of small diameter 
(7 mm. and 6*35 mm. for the 9-ampere size), and will bum from 
36 to 40 hours. It is claimed that by using flame carbons of 
cheap quality and of small diameter a saving in carbons is 
effected and a steadier burning obtained. As the lamp works 
on new lines, and scarcely falls into the classifications we have 
made, it is desirable to explain at some length the details of its 
constmction and working. 

In Fig. 88 the two downwardly extending limbs of the 
framework, terminating at a point just above the arc, form 
the poles of the blow-down magnet, excited by winding a, 
which is pltkced horizontally and connected in the main circuit. 
The framework forms the positive pole of the lamp. 

The carbon magazines (Fig. 89) consist of flat receptacles, in 
which the carbons are contained one behind the other. Pro- 
vision is made at the back of the magazines for inserting the 
carbons. Spring arms, &, bear upon the carbons and keep them 
pressed up to the discharging side of the magazines. Close up 
to the inner edge of the magazines and closing it, is an endless 
chain rotating over sprocket wheels. Two projections, c, on each 
chain, the length of a carbon apart, project in turn into the 
magazine and engage with the foremost carbon, feeding it for- 
ward from the magazine through the carbon holder. As each pair 
of carbons is fed forward, others are pressed into position by the 
spring arms, to be pushed forward in turn by the projections 
on the chain. The top sprocket wheels of each magazine are 
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mouDted oq the e&me ehaft, d (Eig. 90), which is revolved by 
means of a pawl engaging with a ratchet wheel, e, mouuted npon 
ttie Aa&i, As each carbon isanes from the lower end of the 
mi^^azine it passes through a weighted clutch, /, which serves to 
convey the onrrent to the carbon as well as to retain it in 
position (see also p. 87). 




In order to strike the arc after the carbons touch and the 
current passes between them, one magazine, the n^ative, g, 
being loosely pivoted at h at its upper end in a bracket fixed on 
and insulated from the framing, is caused to awing away from 
the otiier one, the positive, which is rigidly fixed and ia uninsu- 
lated ftom the framework of the lamp. The movable magazine 
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is connected by means of a bell crank lever and link j to the 
regulating mechanism whence it derives its movement. 

The regulating mechanism consists of a pair of solenoids, A;, 
mounted side by side in the framework, and having a horseshoe 
iron plunger working within them. Each solenoid is differen- 
tially wound, i.e. consists of a series and a shunt winding in 
opposition. The movable plunger is pivoted on a " knife-edge " 
bearing a rocking cradle, m, which in turn is also pivoted on 
" knife-edges," ti, to the framework. The link g is pivoted on 
this cradle, so that the tilting of m imparts a movement to the 
point of the carbon projecting below the swinging magazine. 

Before the lamp is switched on, the two carbons are sepa- 
rated and the plunger Z is in the lowest position. Switching 
in causes the shunt winding of k to tilt the rocker so that 
the carbons come into contact. Simultaneously the drop of 
voltfi^ causes the solenoid to be weakened, and the movable 
plunger drops, and therefore a striking of the arc ensues; a 
dashpot, 0, damps any violent movement. The pull of the regu- 
lating solenoids against the action of gravity, depending upon 
the voltage across the arc, maintains an equilibrium and keeps 
the arc at its correct burning P.D. The reverse end of the 
rocking cradle is weighted to obtain a balance corresponding 
to the voltage of the arc it is desired to maintain. The side 
movement of the magazine feeds the carbon until no further 
movement is available. It is then that a magnetic feeding 
motor feeds the carbons from the magazines by rotating the 
ratchet wheel and shaft connected with the chains of the two 
magazines. The motor consists of a horseshoe electro-magnet, 
jp, provided with a loosely pivoted iron armature, y, and excited 
by a small shunt current. In its circuit is the make-and- 
break switch r, which is normally in the " ofif " position. The 
switch is provided with links, 5, both connecting with the regu- 
lating cradle and with the armature. The cradle, by its move- 
ment, closes the Switch, and the armature, when it lifts, opens 
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it and allows the umatnre to fall again. The armature, pro- 
vided with pawls, I, engaging with the raohet wheel, as above 
mentioned, by its reciprocating aotioQ causes rotation, and 
conseqaently a feed of the carbons from the magazines, imtil 
the proper relations of cuireiit and voltage are restored. The 




Via. 91. 



switch is an exhausted glass tube containing mercury and two 
platinum leading-in wires, one end of the tube being enlaiged 
(Fig. 91). To prevent a possible breakdown of the insulation 
on the winding of -p on breaking this circuit, a spark gap ia 
placed across the winding as a protection. 

The porcelain reflector v, is provided with a plate, v, which 
cloeely engages with the top and only opening of the globe w. 
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and is also air-tight. The heated gases pass through the central 
passage Xy which connects the globe with the space y above v^ 
the ventilation being facilitated by a small supply of air 
entering the globe through holes^ z, in the reflection plate. A 
glass and copper gauze tray at the bottom of the globe catches 
the short ends of carbons as they are discharged from the 
magazines. 

The lamp works with a substitutional resistance and an 
automatic cut-out (see p. 172), which take the place of the lamp 
when the stump of the first carbon falls through, and also for 
series working of lamps, so as to keep the remainder burning. 
During interruption of the series current in the lamp, the shunt 
winding of h swings the magazine inwards and starts the 
ratchet magnet p, until in about 20 to 30 seconds the arc strikes 
on the new carbons fed through the holders, the automatic 
switch opening to allow the arc to strike when the carbons 
come together. 

The alternating current magazine lamp by the same firm 
has laminated cores and ai choking coil instead of an adjustable 
line resistance used in the direct-current lamp, otherwise the 
movement is exactly like the latter. 

All flame arc lamps with inclined carbons are generally 
regulated, both with direct and alternating currents, for a P.D. 
across the arc of about 45 volts. Hence, with 110 to 120 volts 
two lamps, and with 220 volts four lamps, can be connected in 
series ; that is, about 55 to 60 volts of the supply pressure per 
lamp are required. 

Both kinds of flame arc lamps may, of course, bum in 
series with ordinary lamps, in so far as they regulate with 
them, but the light of the latter will be more influenced by the 
less steady flame arc, so that such series working is not always 
suitable. 
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With chemical carbons giving a yellowy light, a thin, 
drossy insalating layer forms on the carbon tips, owing to the 
chemical used, especially at rather lower lamp pressures. In 
most cases it falls away when the lamp is switched on, by the 
simple contact of the carbons, but occasionally it prevents 
contact, and, in consequence, prevents the striking of the arc. 
In this case the insulating layer must be removed by hand. 
By the use only of one chemical carbon and one untreated 
carbon (the negative with direct current), this evil is almost 
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entirely removed^ though at the expense of the intensity of the 
light, which is decreased by abont 20 per cent, or more. 



ENCLOSED ARC LAMP5. 

A. GENERAL REMARKS. 

In principle, the enclosed arc lamp differs from the open 
type arc lamp, in the provision of an arc enclosure, which pro- 
tects the carbon tips from the atmosphere, and thereby renders 
a longer life of the single pair of carbons possible. The 
potential difiference across the enclosed arc is also considerably 
higher, being about 80 volts as compared with 45 to 50 volts 
P.D. of the open type. 

To keep out the air, a small, elongated glass globe, called the 
"inner" or "enclosing" globe, is used, which contains the lower 
carbon, and is therefore either sealed at the bottom, or rests quite 
air-tight in a removable holder upon a lower cross-piece of the 
frame. The upper opening of the enclosing globe is closed by 
a metal cap (the gas cap, as it is sometimes called), which has 
only a hole for the insertion of the upper carbon. The oxygen 
of the enclosed air is quickly consumed by the arc, and within 
the enclosure we have produced a mixture of gases, consisting 
of nitrogen, carbon monoxide, and carbon dioxide, etc., in which 
the consumption of the carbons is retarded. The consequence 
is that the carbons do not assume a pointed shape, as happens 
with carbons burning freely in the air, but assume the form 
shown in Fig. 3. The surface of the positive tip is very slightly 
concave, and that of the negative very slightly convex, the edges 
being irregular. But with the currents and size of carbons 
usually employed, the arc only covers a portion of the surface, 
moving so that it is always at the place where the carbons 
are nearest to each other. This movement and the consequent 
unsteadiness of the light becomes greater the larger the carbons 
are in proportion to the strength of current. The length of time 
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during which a single pair of carbons will burn is greater if the 
burning is continuous ; for, if the lamp be switched off, the gases 
cool, and fresh air is drawn into the enclosing globe ; and, having 
a stronger oxidizing effect, causes the carbons to burn more 

rapidly when the lamp is switched on again. 

« 

In consequence of the flat formation of the carbon tips, 
enclosed lamps must necessarily burn with a longer arc (and 
hence a higher P.D. across the arc) than is the case with open 
type arc lamps, otherwise the distribution of the rays would 
not be good, and a large amount of light from one carbon would 
be stopped by the opposite carbon. They are therefore regulated 
with an average P.D. across the arc of 75 to 80 volts with direct 
current, and 65 to 70 volts with alternating current, whilst the 
volts consumed in the lamp (line) resistance amount to about 
40 per cent, of the nominal lamp pressure. 

Owing to the length of the arc and the slow combustion of 
the carbons, enclosed arc lamps do not require an accurate feed 
like open type lamps, and are made, for the sake of simple and 
strong construction, of a clutch type. The enclosed arc lamp 
is adapted to operate on the different commercial systems, such 
as incandescent lighting, power, and tramway equipments. For 
the first system the lamps are styled multiple lamps, and operate 
on 110 and 220 volts direct current, and 110 volts alternating 
current constant potential circuits, in which case the lamp is 
best of the series magnet type ; whilst in the second class of 
equipment, lamps operating in series on both alternating and 
direct constant current circuits — and in the third class of 
equipment, which is a combination of the first and second 
classes, the lamps operating in multiple series on constant 
potential circuit, are made of the differential type. The 
enclosed arc lamp is not suitable as a shunt magnet type, 
owing to the movement of the arc and the consequent great 
change in the arc resistance. In such a case the lamp current 
and the light emitted would vary too much. 
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On page 19 (Fig. 18), a series magnet type of lamp with 
a clutch is ehown, and the mechRniBtn explained. 

Kg. 92 is a differential type (A.E.G.), 
for cuirenta of abont 2 amperes, vitb 
a claw-platch feed. The mechanism 
is very simple. 

Before switohii^-in the lamp, the 
core M, together with the support and 
the datch F, sink until F rests upon 
the globe cap, and the claws open. 
The upper carbon is then free, and 
falls into contact with the lower 
carbon. When the lamp is switched 
in, a strong current passes throi^b 
the carbons and the series coU Se; 
the latter pulls np the iron core and 
the clutch F, which then gripe the 
upper carbon and lifts it away from 
the lower one, whereby the arc is 
struck. At the same time a current 
passes through the shunt coil Sh, 
whereby a pnU in the opposite direc- 
tion to that of the aeries coil is exerted 
upon the iron core, and this pull 
increases with the P.D. across the 
arc As the carbons bum away, the 
attraction of the shnnt coil preponde- 
rates, and the iron core and upper 
carbon are pnlled down, so that the 
attractions of the two coils maintain 
an equilibrium. If the downward 
movement extends so far that the clutch rests upon the globe 
cover, then the clawa open and liberate the upper carbon. 
The electrical conditions in the coils will alter according 
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as the weight of the carbon and its holder causes them to 
sink. The shunt coil is weakened in consequence of the 
decreased P.D. across the arc, and the series coil is more 
strongly excited^ so that the iron core is again pulled up, and 
the upper carbon again gripped by the clutch, until the play is 
resumed. The spring S is employed to regulate the lamp 
according to the desired electrical conditions, the influence of 
the series coil being re-inforced, more or less, according to the 
tension of the spring. The spring can, of course, be replaced 
by a weight. The dashpot L serves to prevent the iron core 
from responding too quickly to the influence of the coils, and 
especially to check a too rapid separation of the carbons when 
the lamp is switched on. Without the dashpot this takes 
place so quickly that the heat necessary for the striking of 
the arc is not produced, and the arc cannot be struck. 

B. DETAILS OP CONSTRUCTION. 

The mechanical construction of enclosed lamps is practically 
common to all commercial types, so that the following details, 
we shall consider, apply generally to the entire line : — 

1. The electro-magnets. 

2. The clutch. 

3. The frame for connecting the clutch with the movable 

core, and for mounting the carbon holders. 

4. The carbon holders. 

5. The enclosing globe and accessories for fixing it. 

6. The dashpot. 

7. The adjusting parts (springs and weights). 

8. The terminals. 

9. The lamp casing and outer globe. 
10. The suspension. 

1. The electro-rruignets are usually made in the form of 
solenoids (Figs. 25, 26, and 27), as a pull of 10 to 15 mm., 
necessary to form a long arc, is easily obtained with them. 
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With direct cuireot and 75 volta F.D. across the arc, the 
carbons are separated by abont 8 mm. Bat in order to allow 
for the backlash between the clutch and the carbons, etc., the 
pull of the iron core mnst be about half as large f^ain. 

2. The c/ufe% may be constmoted in different ways, and, as 
a matter of fact, more different forms of clutches have been 
made than of any other part of the lamp mechanism. The ring 




clutch in Fig. 18 is a typical construction, as also the ring 
fitted with a bent lever (Fig. 93). Of other types, the claw 
clutch (Fig. 92) and the disc or ball clutch (Fig. 94) show the 
general form. If the dutch be made of metal it should be well 
insulated, otherwise if the upper carbon is not firmly seated in 
its bolder the clutch will attempt to carry current, with the 
result that the clutch is injured by having its edges fused at 
the point of contact with the carbon. In the Westinghouse 
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enclosed lamps the clutch is a porcelain ring mounted in a 
sheet-metal basket or punching, and is thus mechanically 
strong and will never carry current. 

The clutch must prevent the upper carbon from slipping, in 
case the lamp is shaken, and must adapt itself to the unavoid- 
able variations in the diameter and smoothness of the carbon, 
so that the latter neither sticks nor causes too great a difference 
in the release of the clutch, which would influence the normal 
position of the iron core. In this respect the disc clutch (Fig. 94) 
is very satisfactory, whilst the simpler ring, although it holds 
the carbon very tight, requires carefully manufactured and very 
even-surfaced carbons. The release of the disc or ball clutch 
occurs as soon as the trough-shaped case has sunk so far that 
the discs or balls rest upon the fixed uprights which enter the 
case, and the discs can no longer participate in a further down- 
ward movement of the case. Balls have the disadvantage that 
they offer too little friction as the contact surface is so small. 
Both discs and balls must be so arranged that they cannot fall 
out when the carbon is removed. Both are therefore protected 
by a slotted plate surrounding the carbon, and the discs are 
provided with short axles. 

3. The/ra9/ie connecting the core to the clutch is made of 
brass rods or tubes according to the type of construction. 

4. The carhm holders may be made &om split bronze 
sleeves, or as in Fig. 38 ; since, as a rule, enclosed arc lamps 
only bum with small currents of about 3 to 6 amps. The 
lower carbon holder is generally held in a metal socket and 
secured by a set-screw. 

All kinds of metals and alloys have been tried for the 
carbon holders in the enclosing globe; but the metal which 
withstands the heat of the arc best, and which is not deposited 
on the inside of the globe either in the form of dust or a brownish 
scale (which unites with the glass and is not easily removed), 
is iron, either cast or wrought. 
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5. The enclosing globe is of the shape shown in Figs. 95 and 
96. The pattern, open at both ends, can be more easily cleaned, 
whilst the other pattern possesses the advantage of having only 
one aperture to keep tightly closed, and is therefore more air- 
tight. In both patterns the edge of the apertures must be very 
evenly ground, so that special metal rings need not be attached. 
With these rings the arrangement is very difficult, owing to the 
unequal expansion of the glass and the metal, set up by the 
unavoidable variations of temperature. 
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Fig. 96. 



In Kg. 97 (Plate IX.) is shown the lower lamp mechanism 
of a British Thomson-Houston Co.'s " Drop Frame " lamp. The 
lower carbon and enclosing globe are held in a removable holder, 
and the outer globe is carried on a telescopic globe-lowering 
device. A quarter-turn of a bayonet catch allows the outer globe 
to be lowered and gives access to the inner globe and carbons. 
By loosening two thumbscrews the removable holder can be 
taken out and a fresh lower carbon and clean inner globe put in. 
The lower carbon and enclosing globe being clamped in, the 
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frame holder leduces the labour of trimming ; and the outer 
globe, -when lowered, is rigidly held by the sliding roda, and 
cannot swing. This makes this form of lamp suitable for street 
l^hting and places exposed to high winds. Fig. 9S (Plate X.) 
shows the B.T.-H. Drop Frame lamp with the outer and inner 
globes together with reflector. 

In the pattern of enclosure sealed at the bottom, the lower 
carbon holder must be so arranged that the former entirely 
encloses it. The enclosing globe must also be able to 
withstand the great changes of temperature 
produced when the lamp is switched on, 
without cracking. Enclosii^ globes which 
are only open at the top, are so^wed to a 
gas cap, or globe cap, as it is sometimes 
called, an asbestos lii^ being inserted 
between {see Fig. 96). They may also be 
pressed against the cap, and held in place 
by means of a spring stirrup passing 
beneath the globe (Fig. 99). In the 
" Fixed Frame " lamp, shown in Figs. 104 
and 105, it wiU be seen that the lower 
carbon ia held by a rigid support within 
the enclosing globe, which is kept in 
position by a bail hung on two piston 
springs. '"*' ""' 

The gas cap surface, gainst which the enclosing globe rests, 
shonld be machined true and smooth in order to make the joint 
as nearly air-tight as possible. The cap must rest with a 
moderate pressure on the globe, otherwise it will result in 
cracking and chipping at the edge, with the obrious diminution 
in the life of the carbons. Moreover, this surface must be of a 
heat-resisting material, which also has high insulating properties. 
The finer grade of soapstone has been successfully used for this 
purpose. The gas cap is attached to the frame and is {novided 
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with a central hole for inserting the upper carbon. If a side 
rod holds the lower carbon, and is fixed to the cap or frame, 
then the centre must have an insulated bushing of soapstone. 
The best practice seems to consist in making the gas cap of 
metal, with an insulated centre bushing for low tension lamps, 
and vice versa in high tension lamps. The bushing is designed 
to give two requirements, one is that the upper carbon shall not 
have more than 0*3 mm. clearance, as the slightest increase 
would considerably shorten the period during which the carbon, 
could bum. The second requirement often made of this bushing 
is that it shall act as a relief valve for the explosion of gases in 
the inner globe. This is most necessary when the inner globe is 
closely screwed to the gas check, since this explosion takes place 
generally when the lamp is switched on after being out from 
seven to ten minutes, when, owing to the access of air, there is 
an explosive mixture inside the globe which would probably 
shatter it. In the Westinghouse lamp the bushings are 

arranged to have a 
slight vertical move- 
ment, allowing them to 
be lifted by the gases, 
in such a way as to 
open ports for equal- 
izing the pressure with 
the atmosphere. In 
some makes of lamps 
another opening beside 
the central hole is 
adopted, to carry away 
the gases, and in others 
a valve instead of the simple opening is used, thereby preventing 
access of air. If the inner globe is only lightly pressed against 
the gas cap by means of a spring, then the valve and opening 
may be omitted. 
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Inner globes, open at the top and bottom, are usually 
screwed to the lamp frame at the lower end, whilst at the top 
the gas cap can be carried loosely by the guide rods of the frame 
and rest upon the globe (Fig. 100) or be pressed down upon it 
by a spring. In the latter case the screwing of the bottom is 
unnecessary, as also the valve in the cap, provided, of course, 
that the latter is not attached to the globe so securely that it 
would burst before the cap lifted. 

6. The dashpot is similar in construction to that of open 
arc lamps, except that in enclosed arc lamps it must be some- 
what stronger in its action. This object may be attained by 
increasing either the size or the number of dashpots. In 
American enclosed arc lamps the cylinders are made of brass, 
and of as uniform a diameter as possible, the valve seats being 
accurately machined and the plungers fitted with care, so that 
each dashpot will operate in about the same time as every 
other one. And to prevent the plungers from jambing in the 
cylinder when the lamp is strongly heated, the former are made 
of graphite, which has practicaUy a negUgible temperature 
coefficient and satisfactorily prevents any sticking. 

7. To adjust the current in some lamps, adjvsting springs 
or weights are provided according to the particular construction. 
The former are fixed to one end of 

an adjustable screw pin. The 

latter may either be attached to 

the rocking lever in the form of 

small additional weights, or, as in 

the Westinghouse lamp, by a 

weight mounted on a threaded Fia^ioi 

stud on the rocking or feed lever, 

and kept in position by a set-screw, thus permitting of a very 

accurate arc (or current) adjustment. 

8. The terminals are similar to those shown in Figs. 41 
and 42. American firms nearly always place the terminals 
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outside the lamps, on top of the casing. They are there- 
fore petticoated to protect the insulation against deposits 

(Fig. 101). 

9. The lamp casing may be the same as for open arc lamps. 
In order to attain a longer period of burning, it is desirable to 
protect the casing against the admission of air; on the other 
hand, the escape of gas and inside air must be facilitated owing 
to their expansion at high temperatures. For this purpose, 
one or two valves consisting simply of flat springs, cover 
openings in the casing. The casings for B.T.-H. lamps 
(Fig. 98) are made of solid copper in one piece. Three 
bayonet catches in the lamp top support the casing, and a 
single set-screw holds it rigidly. For the fixed frame lamps 
the casing is the same as the drop frame lamps, except 
at the lower end where the fixed frame casing is arranged to 
support the outer globe, which, in the drop frame lamp, is 
supported by the telescopic globe-lowering device. In the 
former, the outer globe is supported on a metal ring which 
fastens to the casing by bayonet joints, and hangs by a chain 
when the lamp is being trimmed. The upper and lower coronas 
of the casing give it a symmetrical appearance. 

Outer globes may be either clear, opalescent, or alabaster. 
The lower opening may be omitted, except in so far as it is 
necessary for attachment,- because in this lamp the ashes are 
already caught up in the inner globe, and it is rarely necessary 
to clean the outer globe. For streets, dockyards, and general 
outdoor lighting, where intense rather than steady light is 
required, opalescent inner and clear outer will give the best 
results. For interiors the opalescent or alabaster outer is to 
be preferred. 

If both globes are opalescent, the movement of the arc is 
not so noticeable from the outside on account of the reflection 
between the two globes, although the loss of light is naturally 
considerable. Alabaster inner globes improve the quality of 
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light, but do not resist heat as well as opalescent globes, which 
are more durable. 

Sometimes the outer globe is dispensed with and the *' inner " 
globe is made rather larger than usual. The spherical globe 
in Fig. 102 (Plate XI.), which, with a shade or a reflector, is 
very eflQcient, and concentrates the light in a downward 
direction, is such a single enclosure.* The first two globes 
are the usual enclosing globes, the third is for a twin carbon 
lamp, the fourth the above-mentioned single enclosure globe, 
the fifth is a cylindrical outer for drop frame lamps, the sixth 
an outer for fixed frame, and the last for drop frame lamps. 

10. The s^ispensions are of two kinds, spring and hook. 
The former (Fig. 103, Plate IX.) consists of a highly insulated 
spring support fastened to the lamp by a cotter pin, and tapped 
for screwing on to a bracket. A spring absorbs vibrations, 
whilst the support keeps the lamp from swinging. The lead 
wires run through the support into the lamp. 

The hook suspension (Fig. 98) is fastened to the lamp top 
in the same manner. It has two lugs carrying a porcelain 
insulator with a link for hanging the lamp on a hook. 

C. DESCRIPTION OF ENCLOSED ARC LAMPS. 

Fig. 104 indicates the new model Jandus lamp of Messrs. 
Drake and Gorham, which, whilst retaining the main features 
of the old pattern (one of the pioneers of enclosed lamps), 
embodies several improvements. The iron-clad magnet, arma- 
ture, carbon holding frame, and enclosing globe are concentric 
to the central stem, ensuring correct alignment when assem- 
bling. The dashpot is placed on one side of the lamp for 
ease of access, and by means of a lever is geared to the 
aimature mechanism in the ratio of 2 to 1, giving a 
powerful and quickly operating dashpot eflfect. The clutch 
is operated by a differentially wound solenoid, iron-clad, 

* See cOso Fig. 104. 
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actiog OD an armatore, which, k^ther with its attschmente, 
we^ha nearly 3 lbs. The great inertia of this heavy weight 
naturally acts somewhat 
as a flywheel in steadying 
small fluctuations. The 
total weight of the me- 
chanisms acts directly as 
a controlling force, and is 
therefore able to overcome 
any friction. 

The upper carbon is 
held in a loose sheath and 
current ia led to it by 
gravity brush lio^, which 
give a smooth and fric- 
tionless contact, and thus 
avoid flexible cords. The 
negative carbon and en- 
closing globe are held by 
the n^ative carbon holder 
and inner globe holder, 
which are supported by 
the n^ative spring &ame. 
The sprii^ eyes of this 
frame are insulated from 
the body &ame of the 
lamp and serve to carry 
current. The gas cap is 
made air-tight by ma- 
chined metal facings to 
the lower part of the 

lamp body frame, which acts as a li^t difEuser. 

The lamp has a self-contained resistance in the top of the 

lamp. The circuit through the lamp is as follows: current 
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passes from the positive terminal to inner end of the series 
cml, the ontw end being connected nnder a screw in the 
iron body of the lamp. It then passes down body of lamp 
throi^h the bmsh rings to upper carbon, from thence to the 
lower carbon and through ne^tive holder, negative frame and 




insulated spring eyes, thence to the resistance at the top of 
the lamp and to negative terminal. The shunt coil is 
connected across the arc, %.e, one end to the body of lamp and 
other end to the spring eyes. The resistance of the shunt is 
about 600 ohms. A life of 125 hours is claimed wiUi a single 
pair of carbons. 
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Fig. 105 is a multiple lamp of the series type for alternating 
current circuits of the American General Electric Co., with 
scheme of connections in Fig. 106. Fig. 107 (Plate XII.) shows 
a B.T.-H. multiple lamp for continuous current circuit with 
scheme of connections in Fig. 108. It will be noted that for direct 
current an adjustable resistance, and for alternating current an 
adjustable choke-coil, for adjusting the arc voltage, are intro- 
duced. An adjusting clip (Fig. 110) effects the adjustment on 

this resistance (Fig. 109), 
which consists of bare re- 
sistance wire wound on a 
porcelain drum, with each 
turn in a separate groove, 
so that it is impossible for 
the turns to be short- 
circuited. The choke-coil 
(Fig. Ill) is made with 
a laminated iron core and 
with separate former 
wound coils, so that more 
or less turns can be con- 
nected. In Fig. 108 the 
lamp has adjustment for 
two current capacities, 5 
or 4J amps. To adjust 
the lamp for its higher 
current rating, connect the 
wires A and B to the lower 
loops of the series magnets. 
Fig. 112 shows the shape of the magnet core for alternating 
current. To it is attached a fiat spring which is fastened to the 
clutch lever. This spring neutralizes the vibrations set up in 
the core by the pulsation of the alternating current, and thus 
prevents a simultaneous vibration of the other parts of the lamp. 




Fio. 108. 




Fig. 116. 
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The plungers of the dashpote aie made of graphite, and Uie 
cylinder ia {arovided with a ball-valve which closea when the 
arc is struck and opens when the carbon tips approach. 

I^. 113 is a series multiple lamp of the American General 
Electric Ca for continuous cunent, and Fig. 114 for altw- 
nating current circuits ; both of the differential feed type, with 




the shunt and series m^neta mounted in pairs on opposite side 
of the central tube. The continuous current lamp is made in two 
forms, one with steadjring and substitutional resistances inside 
the lamp, and tiie other with the steadying resistance external 
to the lamp. Fig. 113 represents the latter. Fig. 116 (Plate 
XII.) is a difTerential lamp of the British Thomson-Houston 
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Ca, showii^ the aelf-oontained steadying and substitutional 
reaistances, aad Fig. 116a. is a scheme of its connections. In 
case of failure of the arc, the eubatitutioDal or compensating 
resistance is introduced by the automatic meohanicBl cut-out 
attached to the feed lever. This cut-out operates if an exoes- 
sire current passes through the shunt coils and closes witii a 





Fro. 111. 



Tha. 115. 



positive action in case of an interrupted cirouit through the 
series coils. Inclined contact surfaces are used to prevent 
trouble from accumulation of dirt. The turns of the series 
coils are arranged for the smallest current, and shunted acrosB 
them is an adjustable lesistanoe. In this way the lamp current 
may he altered without any alteration of the magnetic 
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conditiooa, so that a aiinple adjostment of tiie lamps working 
ia series, or an increase of lamp current may be obtained. 

The twin carbon lamp in Fig. 115 works with tlie two arcs 
in series, each of 80 volts pressure and intended for a 200 to 
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250 volt cdrcuit. The object of this is a better lighting effect 
than with one arc of 150 volts pressure and the same current. 
In many cases it shows advantages over the two single lamps in 
series, especially for shop and o£&ce lighting. In cases where 
the supply has been changed from 100 to 200-250 (continuous 
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current) they can be used without changing the wiring or 
arrangement. 

Figs. 117 and 118 (Plates XIII. and XIV.) show a lamp 
for indirect lighting with a Cioncentric Light Diffuser above the 
arc-enclosing globe. This difiuser is made of metal with a 
curved reflecting surface, by which a particularly favourable 
dispersion of the rays is obtained. Beneath the globe is a 
white glass sheide which permits a little light to pass through. 
This difEuser is useful for drawing-offices^ etc. 

All the American lamps are provided with a single pole 
switch^ mounted on the lamp top, and intended to be switched 
back and forth by a long pole in the hands of a janitor. It 
consists of a blade made entirely of insulating material with 
a contact button inserted in it which is forced between two 
stationary contacts to close the circuit. 

There still remains to be mentioned the construction of an 
enclosed arc lamp for direct or alternating current in which no 
magnets are used. In their place the expansion of a hot wire 
serves both to strike the arc and to regulate the feed. Figs. 
119 and 120 show the principle of such a lamp (''Foster" 
System). 

In this lamp a bar, c, one end, ci, of which rests in a pivot, 
has its other extremity, A;, fastened to the levers /i, j\ the latter 
bent lever, y, works a clutch. To the exla:emity h are also 
attached the hot wire i and the spring ^, and as the spring 
expands or contracts the point h is deflected to the right or 
left. The lever is so aiTanged that if no current passes 
through the wire or lamp the clutch liberates the upper carbon 
and allows it co make a contact with the lower one. On 
switching on the current, i expands, g pulls h to the left, and 
the lever j lifts up the clutch and hence the upper carbon, 
so that the arc is struck. The play between the tension 
of the spring g and the wire regulates the separation of the 
carbons. 
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Fig. 121 (Plate XY.) shows the constraction of the lamp. 
The hot viie di is attached to the hook k, and by means of 
the balance beam R transmits its ezpanflion to the hot wire d, 
which ia fastened at its lower end to rod >;. At F on the 
Tod the lever J is adjusted by means of two nuts, so 





that the release of the clutch or the lamp current may be 
regulated. The spring g grips the lever in the immediate 
neighbourhood of the rod c. 

The durability of such a lamp depends above all things 
upon the durability of the hot wire. Since absolute constancy 
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cannot be obtedned, an oocasional renewal of the wire is 

necessary. This lamp requires no dashpot, and can be used 

with direct and alternating current without any further 
mechanism. 

D. CARBONS FOR ENCLOSED ARC LAMPS. 

The carbons used in enclosed arc lamps must be of a quality 
especially suited to them. They must produce little ash 
and must not crack easily, as both these faults produce a very 
unsteady light. With direct current lamps, two solid carbons 
are used, whilst with alternating current, cored carbons are 
more suitable. The latter, because the long arc produced by 
alternating current, especially with the variation of the mains 
pressure, is easily broken. This is avoided by the better con- 
ductivity of cored carbons. The stub of the upper carbon, for 
direct current, may be used as a lower carbon when trimmino^ 
the lamp. 

Sizes of Carbons and Lamp Pressukes for Direct 
Current Enclosed Arc Lamps. 

TABLE XI. 



durent 
inampe. 



4 
6 
6 



Lamp preHnire 
in volts, 
(about) 



70-76 

76-80 

80 



Solid carlxnu. 



Upper. 



Diameter in 
mm. 



Length in 
mm. 



300 



Lower. 



Diameter in 
mm. 



Length in 
mm. 



160 



Period of 
burning in 

hoars. 

(about) 



90-100 
180-160 
110-120 



The period of burning given is for periods of five hours at 
a time. If the lamp is burnt continuously the period for a 
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Fig. 121. 

[To face page 118. 
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single pair of carbons is longer by about 30 per cent, than that 
given in Table XI. 



Sizes of Carbons and Lamp Pressures for Alternating 

Current Enclosed Arc Lamps. 

TABLE xn. 





Lamp 

pressure in 

volts. 

(about) 


Carbons. 






Current 
In amps. 


Upper (cored). 


Lower (cored). 


Period of 

burning hi 

hours 


Diameter in 
mm. 


Length in 
mm. 


Diameter in 
mm. 


Length in 
mm. 


(about) 


I 


70 


1 
13 220 

1 


18 


140 


( 


60 
60 
40 



CHAPTER IV 

LIGHT INTENSITY, LIGHT DIS. 
TRIBUTION, AND THE APPLI- 
CATION OF THE ELECTRIC 
ARC FOR PURPOSES OF ILLU. 
MINATION 

1. LIGHT INTENSITY AND LIGHT DISTRIBUTION 

In spite of the efforts of the International Electrical Congress 
and other Congresses there is at present no international 
convention with reference to the unit of luminous intensity, 
nor a practical standard in general use. In 1896 this Congress 
proposed the bougie decimale * as the unit, but though its 
relation with common flame standards has been determined with 
some precision, it has never come into universal application. 

The legal standard in English-speaking countries is the 
sperm candle, which burns 120 grains (7'776 grams) of sperma- 
ceti per hour. This legal unit is spoken of as the " standard 
candle," and is said to give a luminous intensity of one candle- 
power. It comes nearer to being an international unit than 
any other standard. 

* The bougie decimale is one-twentieth of 'the Yiolle standard, which is 
the luminous intensity emitted, normal to its surface, by one square centi- 
meter of molten platinum at its solidifying temperature. 
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The ofiScial standard for testing gas in London, also recently 
adopted by the National Physical Laboratory, Bushy House, is 
the Harcourt lamp,* burning pentane, and of a candle-power of 
10 legal candles. 

The Hefoer lamp f used in Germany, and so often employed 
in other countries for purposes of reference, bums amyl acetate. 

The Caroel standard, is a colza lamp of fixed form, and is 
used in France and Italy. 

The Hefner lamp is simpler in construction than the pentane, 
small, and more easily set up, but the flame of the pentane is 
easier to adjust. Moreover, a weak point with the Hefner lamp 
is its colour, being distinctly reddish orange, whereas the 
pentane is much whiter. 

Expressing the values of the units in terms of that of the 
legal candle, we have % — 



Pttitane. 


Heftaer. 


Carcel. 


Bougie dMmale. 


lor 10 


0-922 


0-992 


1-08 



The light intensity of an arc lamp in a certain direction 
can be measured by a photometer by comparing its illuminating 
power of the photometer screen with that of a standard light 
intensity. The illuminating power measured is the amount of 
light received per unit area of photometer surface placed at 
right angles to the rays. 

If we imagine a source of light at the centre of a hollow 
sphere of unit radius and emitting light equally in all directions, 
then it is evident that the ratio of the quantity of light received 
on an area, S, of the unit sphere to that of the whole sphere is 

* For description see " The Notification of the Gas Referees for the Year 
1904," published by Eyre and Spottiswoode. 

t For description see the MMroie(^ni%che Zeitschrift, vol. iii. p. 445, and 

vol. V. p. 20. 

t C. C. Paterson, Journal Inst, E, E,^ January, 1907. See also footnote 

Appendix I. 
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equal to the ratio of the solid angle, en, enclosed by the surface, S, 
to the solid angle, 27r, enclosed by the sphere. 

The surface enclosed by the solid angle 27r = 47r X l^ since 
the radius is unity. 

Hence — 

Ci> __ S 

Therefore — 

The quant ity of light received on S __ S 
Total quantity of light emitted "" 47r 

or — 

Quantity of light received on S _ Total quantity of light emitted 

s 4^;^ 

T11 . ^. Total quantity of light emitted 
Illuminatmg power = ^ -^ 

This illuminating power is equal in all directions in the 
above case. In the case of an arc lamp which has a different 
intensity in different directions, the mean illuminating power 
would be the total quantity of light given out divided by 47r. 
This mean is called the mean spherical candle-power. The unit 
M.S.C.P. is the quantity of light emitted by the standard candle 
in a unit angle, i.e. it is the amount falling on unit surface 
placed at right angles to the horizontal rays at unit distance. 

The light efliciency of the arc is obtained by dividing the 
total quantity of light emitted by the electrical energy absorbed. 
It is therefore conveniently expressed as M.S.C.P. per watt. As 
we are concerned mostly with horizontal illumination in exterior 
and interior lighting, the quantity — mean hemispherical candle- 
rpoy^er — ^is more generally taken. It is the mean illuminating 
power for the lower hemisphere of unit radius. The light 
efficiency is then expressed as M.H.C.P. per watt. 

The light intensity of all arc lamps depends upon the 
current, the P.D. across the arc, the quality of carbon, the 
diameter and position of carbons, the supply of air to the arc. 
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the d^ree of transparency of the globe, and other circumstances. 
The l^ht intensity increases with the strength of current, and 




at the same time the light efficiency of the lamp increases 



134 ELECTRIC ARC LAMPS 

to a greater extent. In Fig. 122 are plotted light intensity 
curves, showing the relation between the M.H.O.P. of varioos 
lamps withoat oater globes, and diSerent current values. On 
the other hand, the efficiency diminishes with the increase in 
length of arc (viz, P.I).), but to a lees extent. The efficiency 
increases somewhat on increasing the P.D., starting with a very 

Direct Cnrrent Open Aw, 

I. without •globe. n. WithBBlobe. 

Light InteiuHr. \i^ Istcodtr. 

1000 WnSOO TOO BOO GOO 400 300 am 100 100 zoo 300 400 600 600700 eOO 000 1000 




short arc, but soon reaches a maximum. For, althoi^h more 
light is exposed by the crater, a large absorption takes place 
in the carbon mist which it travarsea.* The efficiency ot arc 
lamps is diminished somewhat when worked in series, on account 
of the extra power spent in the steadying resistance. 

The effect of the quality of commercial carbons npon the 
• Mtb. AjTton, " The Electric Arc," p. 346. 
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intensity of the light, apart bam its steadiness, consists mainly 
in the irregular formation of the carbon tips with inferior 
qualities {i.6. a smaller angle of distribution), and in the dirty- 
ing of the globe due to la^e deposits of ashes. Wifli treated 
carbons (as in the Same arc lamp) the light intensity is con- 
siderably iQcreased, in spite of the increased deposit of ashes. 

Altenialiiig durent Open Arc 

L With nOestn bat wlthont ■ gMw. n. Wtth t glnbe. 

Light InUndtr. Ught Islaultr. 

1000 SOO 800 700, GOO BOO 400 300 300 100 100 900 300 400 BOO GOO 700 600 900 lOOO 
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With increased diameter of the carbons the light iotensity is 
diminished, on the one hand, because, in consequence of the 
increased surface (increased heat radiation), the carbon tips 
glow for a shorter distance, and on the other hand, because 
the angle of distribution becomes smaller. With an increase 
of oxygen the burning of the carbons is increased per imit of 
time, and hence the temperature of the tips, and hence also the 
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light intensity, are increased. Bat since the increased admismon 
of air depends in arc lamps mainly upon ventilation, so also 
is the heat radiation somewhat greater. The mechanism of the 
lunp itself has only a secondary influence upon the light 
intensity, and shows itself mainly in the steadiness of the light. 
For most pnrposes only the hemispherical light intensity and 
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the light distribution of the arc Rxe of practical interest. The 
chajacteristics of the latter are shown in Figs. 123 to 132. 
These polar curves indicate by their radii vectors the different 
light intensities in different directions. The light intensities 
are in Hefner nnits, and to rednce them to English standard 
candles, the values must be multiplied by 0*92, 
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AlfenuiluK Cnireut Flame Arc with vertiul, oo-aiul oaitxiiii. 
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It may be seen from the curves tiist the distributioo is not 
tiniform, though not at all disadvantageous to the iUuminatioiL 



•I i 



ii 



8 


1 


B 


i 



Lamps contain the greatest %ht intensity within an ai^le of 
20° to 70° below the horizontal. Only flame arc lamps with 
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inolined carbons differ in tliis respect and possess, without a 
globe, a maximum angle of 90° below the horizontal. The polar 
currea of Figs. 124, 126, and 131 only appear in alternating 
current lamps provided with a reflector. The polar curves 
of lamps with co-axial carbons may be im^ined' as the 
cross-section of a surface of revolution with the vertical as 
axis, which conception does not apply quite to lamps with 
inclined carbons. In alternating current flame arc lamps with 

Alternating Current Fltime An with inolined oarbong. 

I. WUhont a globs. U. With > Elobe. 




inclined carbons, a particular valne of the light intensity on 
one side of the axis of rotation possesses an equal value on the 
other side (Fig. 128), whilst with the corresponding direct 
CTurent flame arc lamps the distribution of the light is some- 
what unsymmetrical, because the positive carbon emits more 
light than the negative (Fig. 127). The influence of the globe is 
felt, not only in a loss of light, but also in a certain reduction 
of the maximum and minimu"! of the light intensities, and 



IJO 



ELECTRIC ARC LAMPS 



givea, therefore, a more uniform distribution of light. By the 
use of an opal cyliudiical loner globe and an alabaster outer 
globe, as is usual with enclosed arc lamps, the maximum distri- 
bution of Light occurs usually at a somewhat smaller angle 
below the horizontal than is the case with a sit^le enclosing 
globe (compaje Figs. 130 and 132). The inward bending of the 




curves IX in Figs. 127 and 128, to the vertioal, is due to the 
presence of the ash tray in the lamps during photometric 
observations. 

It has been stated that the lighting power of an arc lamp is 
given in mean hemisj^erical candle-power, ix. the candle- 
power which would oocnr if the light below the horizontal were 
uniformly directed towards a hemispherical surface. This light 
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intensity ia used to calculate the necessaty number of lamps for 

a given iUomination. With the ordinary vertical carbons, the 

Dbeot Oomnt Eadaaed Am. 

mtb opit Inow ud kUbuMc onUt glsbn. 
U^ iDMultr. Ughl Wandtj. 





light emitted is fairly symmetrical round the vertical axis, and 
the determination of the mean heuuspberical candle-power fVom 



132 ELECTRIC ARC LAMPS 

the polar curve may be obtained by Boosseau's metihod. In 
the polar diagram (F^. 133), a quadrant is drawn, and tiie inter- 

Smfttl Direct Onnent Ulnolowd An. 

WItb niMUopilMaMtt oral globe. 
Lt|ht labultr. LI|H b 
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sections 1, 2, 3, 4, etc., of the radii vectors are projected on the 
co-ordinate axis OY of a rectangular co-ordinate system, the 
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length of the ordinates Ji, Js, Ja, etc., being made equal to 
the light intensities in the directions Jtl, ^, J^, etc. The 
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locus of the extremities of the above ordinates encloses with 
OX and OY an area, the mean ordinate of which gives the 
mean hemispherical candle-power. As a matter of fact, the 
quantity of light received by the hemisphere (of radius E) 
= 27rE X Area of the Eousseau surface.* 

Hence the mean quantity of light received per unit area of 
the hemisphere, i.e. the mean hemispherical illuminating power, 

__ 27rE X Area of Eousseau's surface 
" 27r^ 

(Since 2n-E^ = area of hemisphere) 

. T.^. 1 . , Area of Eousseau's surface 
.'. Mean hemisph. c.p. = =5 -- 

_ Area of Eousseau's surface 
"■ OP 

the scale of ordinates being that of standard candles. 

In Fig. 122 are plotted the mean hemispherical candle-powers 
of various lamps for different currents. 

It must be noted here that in alternating current flame arc 
lamps, with super-imposed and with inclined carbons,- the 
consumption of watts in the arc is less than the product of 
current and lamp -pressure. The power factor is 0*85 to 0*9, 
although the current and arc P.D. are practically in phase. 
The power factor is less than 1, because at the maxiTnutn 
current value (at every pulsation), the conductivity of the arc, 
owing to an increased heating of the carbons and the generation 
of a greater quantity of conducting vapour, becomes so great 
that the decrease in P.D. in the arc is less at that moment than 
before or after the maximum value of the current. The 
terminal pressure, therefore, shows during each current pulsa- 
tion two maximum values, i.e. a bending in of the P.D. curve 
when the maximum value of the current occurs. 

• See Mrs. Ayrton, ** The Electric Arc," p. 454. 
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The lamp pressure is about equal in direct and alternating 
current flame lamps with inclined carbon. Hence, takmg 
account of the power factor, the consumption of energy of a 
10-amp. alternating current flame lamp is not greater than that 
of an 8'5- to 9-amp. direct current flame lamp. The quantity 
of light is, therefore, as may be seen from Fig. 122 almost 
equal. 

On the other hand, in all lamps with super-imposed carbons, 
the quantity of light, with equal consumption of energy in the 
arc, is considerably less with alternating current than with 
direct current. The lower carbon tip, with alternating current, 
emits just as much light above the horizontal as the upper 
carbon emits below, whereas, with direct current, by far the most 
light is emitted by the positive carbon. The light directed 
upwards is only partly reflected by the reflector and is partly 
absorbed by it. 

There are, however, clearly other factors which determine the 
lower C£indle-power per unit of energy of the alternating current 
arc in comparison with the direct current arc. The power 
factor of the usual alternating current arc is approximately 1. 
Also, neglecting the greater loss owing to the presence of two 
globes, the candle-power is less in enclosed arc lamps than in 
lamps with an open arc and an equal consumption of energy. 

The values of the mean hemispherical intensity given in 
Fig. 122 are, of course, only approximate, because, as already 
mentioned, many circumstances may influence the absolute value. 
In using these values the loss due to the use of an outer globe 
must not be neglected. 

II. ILLUMINATION. 

In planning out lighting schemes for outdoor work the 
general principle followed is to obtain the most intense and, 
at the same time, uniform horizontal illumination. This will 
be better attained the more lamps there are and the higher they 
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are placed above the surface to be illuminated. But with an 
increased number of lamps the initial outlay and the cost of 
maintenance increase; moreover, with regard to the height 
at which the source of light is fixed, an influencing factor 
is that the illumination diminishes owing to the increased 
distance. 

For street work and the lighting of such places as raQway 
stations, ground illumination is not the only consideration, the 
illumination of side walls being also important. In the case of 
suburban road lighting the lamps must act as beacons to mark 
out the road. 

In the lighting of interiors other factors, such as the colour 
of the walls, ceiling, and object to be illuminated are of influence. 
The brighter the walls and the ceiling, the better and the more 
uniform will the illumination be, because with a reflection from 
a bright surface there is not only a less loss of light (e.e. less 
absorption), but also a more uniform distribution of the rays. 

On page 122 we have seen that the total quantity of light, Q, 
emitted by a luminous point is 47r times its mean illuminating 
power. The unit illuminating power being the candle-power 
we have — 

Q = 47r X c.p. 

This quantity Q falling equally in all directions on a sphere 

of radius E would produce an illumination of r-4>a (^•^* <iuantity 

of light per unit surface).* 
Hence — 

Illumination on sphere ) Q ^ 47r X c.p. c.p. 
of radius E ) ~ 4ir^ "" IkS^ ~ ^ 'W 

The intensity of illumination is therefore proportional to 
the intensity of the light source, and inversely proportional to 

* Note that the unit surface is at right angles to the rays. 
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the square of the distance of the light source from the surface 
to be illuminated. This will be true if the surface is perpen- 
dicular to the rays emitted by the source. If the surface is 
inclined to the rays so that the angle of inclination of the rays 
and the perpendicular to the surface be o; then, since the 
quantity of light received on the smaller projected area of the 
surface, when viewed from the source of light, is the same as 
that received by the surface, it follows that the illumination 
of the surface must diminish as this projected area decreases. 
This area varies with cosine a. The general formula for illumi- 
nation becomes — 

c.p. 

The unit of illumination is that obtained by unit light 
intensity (i.e. the candle-power) upon a unit surface placed at 
a imit distance perpendicular to the rays. 

In England, the unit distance being the foot, the unit chosen 
is that produced by a standard candle at 1 foot, and is con- 
veniently called the candU-foot, 

The unit of illumination in Germany is the Hefner-metre, 
or Lux* and is self-explained by its name. In France the unit 
is the Carcd-metre, The following table shows the relation 
between them : — 



1 candle-foot equals 


1 Hefner-metre, or Lux, equals 


1 Garcel-metre equals 


11'7 Hef ner-metres,or Lux 
10-85 Carcel-metres 


0*0856 candle-foot 
0*928 Oaroel-metre 


0*0922 candle-foot 
1*08 Lux 



And since 1 Lux = 0*0855 candle-foot 
Illumination = -^ = 0*0855 candle-foot 



••• E = V Q^fgg = \/ll-7 X c.p. feet 

* See Appendix I. Photometric quantities. 
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If c.p. = 1, then E = 3-42 feet. That is, the Lux is pro- 
duced by an English standard candle at a distance of 3*42 feet. 

In Fig. 134 J is a source of light 
of candle-power J at a height a above 
the ground. 

The ground or horizontal illumina- 
tion at unit surface distant h from 
the pillar or vertical a is equal to 

—^ — candle-feet, where E in feet is 

the slant distance from the source of 

light and a the angle which the rays make with the normal 

to the surface. Also h ^ a tan a. 

The horizontal illumination becomes — 




Fio. 134. 



J cos a 



J cos a 



€? + a^ tan^ a 

cos a 
a; 



1 



X J 



1 + tan^ a 
= — , X cos^ a X J candle-feet 



a' 



or without reference to the angle of inclination a- 



a 



J ^ 

J cos a y/a? + 62 



a2 + 62 - 

a 
{a? + 62)i 



a^ + 62 
X J candle-feet 



If the source of light J be that of an arc lamp whose polar 
curve of light intensities is known, the horizontal illumination 
of the surface to be illuminated can be calculated for the various 
values of a by multiplying the value of cos® a by the corre- 
sponding value of J and dividing by the (height of the lamp)2 
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gives, therefore, a more umfonu diatribntioti of light. By the 
Qse of an opal cylindrical inner globe and an alabaster outer 
globe, as ia usual with enclosed arc lamps, the maximum distri- 
bution of light occurs usually at a somewhat smaller angle 
below the horizontal than is the case with a single enclosing 
globe (compare Figs. 130 and 132). The inward bending of the 

Direct CiuTeiit Enolated Arc 
tb Innar ^be inA do enter. 




curves II. in Figs. 127 and 128, to the vertical, is due to the 
presence of the ash tray in the lamps during photometric 
observations. 

It has been stated that the lightii^ power of an arc lamp is 
given in mean hemispherical candle-power, i,e. the candle- 
power which would occur if the light below the horizoutal were 
uniformly directed towards a hemispherical surface. This light 
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iatenaity is used to calculate the necesaary nomber of lamps for 
a given iUuminatioiL With the ordinary rertioal cairbons, the 

Dlteot Ouirent Enolaaed Arc 

n ontar (lotiM. 




Alteraating Onmnt Enoloaed Are. 
with <Saa Imui glote. 




l%bt emitted ia £aiily symmetiical round the vertical axis, and 
the determination of the mean hemispherical candle-power fVom 
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namely, the ratio of the difference between the maximiim 
and Tnin iTTiT itn iUnmination to the mean illamination. 

The mean horizontal iUamination E„ depends npon the 




maximum solid angle of radiation id upon the area of illumi- 
nated sniface pertaining to the solid angle. 

The value of the mean illumination for a given angle may 
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be obtained by regarding the curve of illumination as the 
boundary line of a rotating body, with the vertical through 
the point of the light as axis, and the illuminated surface 
as the base, and by transposing the cubical contents of this 
rotating body to a cylinder of equal base and volume. 

The height of the cylinder gives the value of the required 
mean illumination E^. For a solid angle o) = 122*4° (a = 61-2°). 
This mean value is 1*24 candle-feet for the curve in Fig. 135, 

In order to obtain the candle-power necessary for a given 
mean horizontal illumination, with a given source of light, 
it is necessary as the basis of the calculation to construct the 
horizontal illumination curve (corresponding to the characteristic 
polar curve) for a hemispherical light intensity of 1 standard 
candle-power at a height a = 1 foot. The values of the mean 
horizontal illumination for the different solid angles from 60° 
to 150° (in increments of 10°) are then obtained, and the 
products of these illumination values and the corresponding 
surfaces illuminated within the solid angles calculated. Each 
of these products gives the vertical component or useful part of 
the quantity of light radiated within the particular solid angle 
of distribution on to the horizontal surface illuminated 

If O is the total light distributed within the solid angle a>, 
and O, the vertical component or useful part falling on the 
surface S (in square feet), E^ the mean horizontal illumination 
within the angle oi, then — 

*, = E,.S. 

In the Photometric units. Appendix I., the Lumen is the 
unit of quantity of light, being that received on 1 square metre, 
possessing a mean illumination of 1 Lux. 

As an example, Fig, 137 shows the construction of a unit 
illumination curve for the polar curve of an ordinary direct 
current arc lamp with globe, to be a basis for calculation, and 
in Table XV. the values of ^, calculated for different angles 
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bi are giveiL The curve applies also approximately to oidinaiy 
alternating coneot arc lamps. 



iijf 



^ ! I 
s I I 

a til 

I l-i 

111 



:?■■'] 



L^r =Pfi s^i^d 
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TABLE XV. 



-(=2«). 


Mean borisontal 

iUamioatioii YL^n in 

candle-ftet. 


Vertical (nsefol) quantity 
of light 4»v. 


DUTerenoe. 


60° 


0-698 


0-78 


_ 


70° 


0-682 


1-068 


0-82 


80° 


0-662 


1-468 


0*4 


90° 


0-607 


1-91 


0-460 


100° 


0-641 


2*41 


0-602 


110° 


0-467 


2*924 


0*614 


120° 


0-8448 


8*447 


0*628 


130° 


0-275 


2*978 


0*626 


140° 


0-177 


4-4464 


0*4746 


160° 


0-118 


4-926 


0*4790 



The candle-power required for a given mean horizontal 
illumination for a given area is obtained by dividing the 
product of the area of surface to be Uluminated and the 
mean illumination needed — ^that is^ the total vertical component 
of the quantity of light necessary — by the vertical component 
' or useful amount of light given by a similar source of light of 
unit hemispherical candle-power. 

The quantity of light in a given solid angle is independent 
of the height of the source of light, because in the product 
E^S the illumination E^ decreases with the square of the 
height, and the surface S increases with the square of the 
height. In Table XV. it will be seen that <>, increases with 
the angle of distribution, and without further data this angle 
in the majority of cases, cannot be definitely known. 

Example of Li^htins: of a Public Square. — ^Let us assume 
that the surface is that of Fig. 138, of area 10,000 square yards 
(90,000 square feet), to be illuminated with direct current arc 
lamps, so that the mean horizontal illumination is about 
\ candle-foot The necessary vertical component <>, will equal 
\ X 90,000 = 45,000. 

We require to find the necessary number of lamps and the 
candle-power of the lamps provided with globes, which absorb. 
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say, about 25 per cent, of the light. We must decide at what 
height the lamps are to be suspended. For streets (including 
squares), poles are generally employed, so that the height a of 
the source of illumination is about 20 to 35 feet. For simplicity 
let us take 30 feet (10 yards in the figure) as the height. 

We can reckon that per lamp a circular surface of diameter 
about three times the height of the lamp will provide us with 
good illumination. (For practical reasons, e,g. stoppage of traffic 
through use of too many poles, or the cost thereof, this diameter 
d is sometimes increased to four times the height, although the 
most uniform illumination is obtained with d = 2a.) Taking 
the height of the lamps as 30 feet, the diameter of circular 
surface per lamp equals 30 yards, and the surface about 700 
square yards. Hence the number of lamps required for the 

square equals J^^ = 14. It depends upon the shape of 

the surface to be illuminated whether this number of lamps 
can be suitably distributed, or whether a greater or smaller 
number of lamps should be employed. We shall choose 
thirteen lamps, distributed and numbered as in Fig. 138. 

The mftYiTTmm solid angle of distribution oi (see Fig. 137), 
of practical value, may be taken as 150° (a = 75°) for ordinary 
direct current lamps for exterior lighting. 

For a height a =? 30 feet and the angle a = 75^ the 
maximum circle of illumination e per lamp has a diameter 
= 2 X a tan a = 75 yards. These circles, e, are drawn to 
scale in Fig. 138, and so also the circles for the side lamps 
with a smaller angle of distribution. Circle a, for example, 
corresponds to an angle oi of 90° (a = 45°), circle 5 to an angle 
of 110° (a = 55°), circle c to an angle of 130° (a = 65°), and, 
lastly, circle rf to an angle of 140° (a = 70°). 

From Table XV. can be taken for every proposed lamp the 
value of ^^ which corresponds to that circle of illumination 
which lies entirely within the surface to be illuminated. For 
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lamp No. 7 (Fig. 138) the approximate value of the vertical 
IimuncMS fiox O, given by a source of light of a mean hemi- 
spherical inteoBity of 1 candle-power is 4'93, because the circle 
t corresponds to an angle of distribution (^ 160° and lies 
entirely within the surface to be Ulnminated. For each of the 
lamps 4 5, 9, and IQ the value of O, for 140° (drcle (f) is 4'45 ; 



b 



^teii± 



'■.-Tj': 



>'-R^5i-., I ilk 




and to this must be added a fraction of the difference in 4>, for 
140° and 150°. According to Table XV. this diflference is 0*48, 
and represents the vertical luminoas flux falling on the surface 
lying between circles c and d. Of this surface only a portion 
for each of the lamps 4, 5, 9, and 10 — about /(j — lies upon the 
ground to be illuminated ; so that only -^^ of this difference 0*48, 
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le. 0*9 X 0*48 = 0*432, need be added to the value <>, ^ 4*45 
given above. The value of <>. for each of the lamps 4, 5, 9, 
and 10 for M.H.C.P. of 1 candle-power is equal to 4-882. 
The same method may be followed with the other lamps, except 
that here the value of <>. is chosen for a smaller angle of distri- 
bution from the table ; e.g. for lamps 2, 6, 8, and 12 the value of 
the vertical useful quantity of light with an angle of 90° plus 
the correction for the surface lying between 90° and 150° in the 
illuminated square. It is not practicable to select the added 
correction as a firaction of the difiTerence in <>, for 90° and 150°, 
but it is necessary to use one or two intermediate angles, viz. 
110° to 130°. To the value <>, for 90° = 1-9 must be added 
the fractions of the values between 90° and 110° 110° and 
130°, and 130° and 150°. The added amounts depend, as already 
stated, upon the amount of the overlapping surface which falls 
within the surface to be illuminated. For the lamps in Fig. 
138, Table XVI. gives the calculated results for a unit M.H.C.P. 

For the surface to be illuminated the average value of 
the vertical useful quantity of light <>, per tmit mean hemi- 
spherical candle-power amounts to 4*07, which value corresponds 
approximately to an angle of distribution of 130°. (For approxi- 
mate calculation of the illumination of a public square of 
different dimensions than the one worked out, assumption of this 
angle of distribution, or rather the value of the useful quantity 
of light <>, corresponding to this angle, gives a sufficiently exact 
result for ordinary direct and alternating current arc lamps.) 

For the surface under consideration we said that the total 
vertical luminous flux <>, required for a mean illumination E^ 
of 4 candle-foot was E^ x S = i x 90,000 = 45,000. This 
amount divided by the mean value ^, = 4*07 for a unit 
M.H.O.P. and the number of lamps, viz. thirteen, gives the 
necessary mean hemispherical light intensity per lamp. 

45 000 
M.H.C.P. per lamp = *^ ^g = 850 
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160" 


4-93 


__ 


_ 




~~ 


4'93 




4 


140° 


4-45 








0-43 


4-48 




5 


140" 


*-45 








0'43 


4-48 




9 
10 


140" 
140= 


4-45 
4-46 


- 


- 


— 


0-43 
0-43 


4-48 
4'48 


4'07 for ft 


a 


90° 


1-91 


0-88 


0'72 


0'64 




4'15 


hemi. 
spherical 

of 1 c.p. 


6 


90" 


1-91 




0-72 


0'64 




4'15 


8 


90° 


1-91 


0-88 


0'72 


064 




415 


12 


90° 


1-91 


0-88 


0'73 


0-64 




4'IQ 


1 


90° 


1-91 


0-64 


0-45 


0'35 




3-36 




90= 


1'91 


0-64 


0-45 


0-36 




3-3S 




11 


90° 


1-91 


0-64 


0-45 


0'35 




3-35 




13 


90° 


1'91 


OM 


0-45 


0-3& 


- 


3-35 





From curve I. in Fig. 122, after allowing for loss of light 
in tlie globe, the required lamp current will he about 11 
amperes (direct current). 

The actual illumination in candle feet at the different points 
A, B, C, etc., can be determined by the aid of the standard curve 
in Fig. 137, by adding the values of the illumination obtained 
for the particular angles subtended by the direct rays from the 
iofluencii^ lamps, with the point under consideration and 
multiplying the result by the hemispherical intensity of the 
lamps and dividing by the square of their height. 

For example, point A is illuminated at an angle a = 65°, 
by lamps 2, 4, 5, and 7. 

The values of the illumination for this ai^e from the 
standard curve is 0*08 candle-foot. The illumination at A 
due to the four lamps in question, each of 850 M.H.C.P., and 
30 ft high, is— 



i X 4 X 850 
(30)» 



= 0'3 candle-foot. 
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The same illumination occurs at points B^ C, and D. Point E 
is only illuminated by three lamps^ the angle a being 65^ hence 
the illumination at this point will be — 

008 X 3 X 850 ^ OQ A\ f ^ 
= 7q?u2 = 023 candle-foot, 

which illumination applies also to the points F, G, H, J, K, L, 
and M. 

The maximum illumination, as seen in Fig. 137, is near the 
base of each lamp, at about 4^ yards therefrom, at an angle a 
approximately = 25° (6 = a tan a = 10 tan 25 = 4*5). 

A point 4^ yards to the right of lamp No. 7 will also be 
influenced by lamps 8, 5, and 10. The value of a (calculated) 
for lamp 8 is 74°, for each of lamps 5 and 10, a = 68°. From 
standard curve. Fig. 137, we have, for — 
Lamp 7 . . . a = 25° . . . 0*71 
8 ... a = 74° 






5 ... a = 68° 

10 ... a = 68° 

Total 



• • " '^ ) Candlefoot 
' • ^'^^ I per 1 M.H.C.P. 



0-05 
. . 0-05 J 

. . 0-85 



1 foot high. 



••. Maximum illumination = — jk?^^ — = 0*8 candle-foot. 

The d^ree of variation of illumination for the central part 
of the square is — 

E..,. - E„,.. 0-8 - 0-3 0-5 






E.«n " 0-5 "-0-5 
or 100 per cent. 

Example of Li^htin^ of an Interior. — In planning an 
interior installation the same method may be followed, except 
that the power of reflection of the walls must also be considered. 
Suppose a room 45 x 45 square feet, and 21 feet high,* has to 

* In Figs. 138-140 all numbers standing for distances, lengths, and heights 
are for convenience expressed in yards only. 
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be iUominated by ordinary direct current arc lamps, so that at 
the height of a table there is mean illumination E^ of 4 candle- 
feet. The necessary luminous flux <>, must amount to 
45 X 45 x4 « 8100. The arc, considering the size of the 
lamp, may be assumed to be 3 feet beneath the ceiling, so that 
its height, reckoned from the table, may be taken as 15 feet. 

The diameter of the useful circle of illumination of each 
lamp may be suitably chosen, for interiors, as one and a half to 
twice this height, i.e. 22 J to 30 feet. From the area 45 X 45 
= 2025 square feet, and from the useful circular areas controlled 
by a lamp, the necessary number of lamps is found to be three 
to five. Three lamps, however, in a square room, distribute 
the light badly, hence four, or, better, five, are chosen, which 
may be arranged as in Fig. 139. By drawing the illuminated 
circles belonging to the different angles of distribution, as 
shown in Fig. 138, for a height of 15 feet, and by proceeding as 
in the former case, then the mean vertical useful light, ^„ per 
hemispherical candle-power is 2*79, disregarding the gain by 
reflection from the walls. Assuming that 40 per cent (see 
Table XIX.) represents the power of reflection of pure white 
walls, and that two-thirds of them is occupied by windows, etc., 
then about a quarter of the light falling upon the walls may be 
utilized for the room illumination and a corresponding addition 
must be made to the above calculated amount 

This additional amount cannot be calculated exactly because, 
apart from various degrees of absorption, rough surfaces do not 
reflect the light as do smooth surfaces according to the law of 
" the angle of reflection equal to the angle of incidence," the 
light being scattered in all possible directions. A portion of 
this light, therefore, only reaches the objects to be illuminated 
after repeated reflection, and sometimes it does not reach them 
at all. But since the surface to be illuminated does not absorb 
all the light which falls upon it, but partly reflects it, and 
partly receives it back from the reflection of walls and ceiling, 
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the reflectdon may be assumed for practical purposes to be that 
of a smooth surface in order to determine the additional value. 

In Fig. 139 it will be seen that^the circle for lamp 5 lying 
wholly on the plane to be illuminated, has an angle of distri- 
bution (u = 112°, the next circle (w = 130°) lies partly on the 
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Fig. 139. 

plane and partly on the walls. The maximum circle of distri- 
bution (to) = 150°) lies wholly on the walls. For lamps 1, 2, 3, 
and 4 the smallest circle is f or oi = 70°. All other circles (not 
all drawn in Fig. 139), chosen in Table XVII. for these lamps, 
lie partly on the plane and partly on the walls from whence 
reflection takes place. 
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TABLE XVn. 



L«mp 
No. 



00^ 









-(=3a). 



70° 
70°-90° 

110°-130«> 
130^-1600 

1120 
112°-130° 



1*068 



3-03 



^ 



4m 



4^ 



0-610 
0*545 
0-392 
0-066 

0-264 



2-671 



Y 



294 



Gorreotions for refleotion. 



70°-90° 
90°-110° 
110«>-180° 
130°-150o 
112°-13a> 
130°-150° 



0-059 

0-17 

0-166 

0*218 

0169 

0-287 




Avenge valae of a* for 6 lampe per 
1 M>iiiC«P» 



Average value of 
X 2-671 + 8*294 = 2*79 
without reflections 



Average value of 
X 0*612 + 0*406 _ Q.g^ 

5 



8 II 



I. 






The additional correction for each lamp is found by taking 
the fractions of the differences in the values of O, for the portions 
of surfaces lying between the circles of illumination which fall 
on the walls and reducing these to one-fourth part. 

If the lamps are to be suspended so that their height above 
. the table is only 10 feet, then for lamps 1, 2, 3, and 4 the 
circle of illumination corresponding to an angle of 90^ falls 
wholly on the plane to be illuminated. The amount of the 
primary or direct light increases, whilst the amount of the 
secondary obtained by reflection of course decreases. The 
values for this height are given in Table XVIII. 
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TABLE XVin. 



Lamp 
No. 



00"^ 

5 



0* (= 2a). 


♦*. 


9(y 

90°-ll(y 

110°-180° 

130^-150° 

120° 
120°-140° 


1-91 
3-447 



t 









0-607 
0-467 
0-26 

0*45 

Corrections for reflection. 



aP4 

IS 






3-144 
897 



)»• 



00'* 

5 



{ 



90°-110° 


—^ 


0-127 


110°-130° 




0-147 


1800-160° 


— 


017 


120°-140° 


— 
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From the mean value of <>, and the required total amount 
of light ^, = 8100, the light intensity per lamp for the case 
of five lamps at a height of 15 feet can be calculated. 

A. 1. Excluding reflection from the walls = oTtq-tt-k = 580 c.p. 
2. Including „ „ = 3-36 x s '^^^^ ^*P* 



For the same number of lamps at a height of 10 feet — 
B. 1. Excluding reflection from the walls = a,o ^ =490 c.p. 

2. Including „ „ = g.gg ^ g =440 c.p. 

From curve I., Fig. 122, for a height of 15 feet direct 
current lamps of 8^ amps., and for a height of 10 feet direct 
current lamps of 8 amps, capacity would then be necessary. 

Of course the smaller height requires a lesser consumption 
of energy, but the degree of variation in illumination is greater ; 
moreover, there are practical reasons in particular cases which 
determine the minimum height at which lamps shall be placed. 
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In the f onner case, A, the gain of light from the walls amounts, 
according to our assumption, to about 16 per cent.; in the 
latter case, B, to 10 per cent., i.e. the smaller the angle of distri- 
bution within which the illuminated plane obtains primary or 
direct light, or the higher the lamp is mounted, the greater is 
the influence of the walls upon the illumination. In most 
cases the gain of light may be greater than is here assumed, 
and the illumination with the lamp considered will then be 
somewhat higher than the value used as the basis of the 
calculation. 

With a given mean illumination and with indirect lighting, it 
is more difl&cult to calculate the required lamp current owing to 
the inexact determination of the amounts of the reflections. It 
must be pointed out that in the first place the ceiling can only be 
considered as a suitable reflector in rooms of 12 to 15 feet height, 
and even though the ceiling be painted often, about 40 to 50 
per cent, of the light is only reflected. With higher or dirty 
ceilings it is better to attach enamelled reflectors to the lamp 
itself. These have been shown by experience to reflect 50 to 
60 per cent, of the light, and they are easily cleaned. Approxi- 
mately correct values may be obtained by supposing that the 
indirect light of a direct current lamp (Fig. 63) with a lower 
positive carbon is brought about by an image of the arc above 
the ceiling, and continuing the calculation in the same way as 
before, allowing for absorption by the ceiling. With a power of 
reflection of 50 per cent., double the calculated light intensity 
would be necessary. 

Example of Li^htins: of an Interior with Inverted 
Arcs. — Suppose that a room 45 x 45 square feet and 15 feet 
high has to be illuminated by the indirect light of five lamps 
(Fig. 140), so that on a plane, the height of a table, there is a 
mean illumination of 4 candle-feet. The source of light is 
situated 3 feet below the ceiling, so that it may be considered 
as an image 3 feet above the ceiling. The example, as far as 
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dimensions go^ is the same as the last. The calculation would 
then result in a candle-power per lamp equal to about 
double that given in previous example, A, 2 (p, 152), f.«. 
480 X 2 =5 960 c.p.* The arc of the lamp in question is open 
at the top, so that curve I., Fig. 122, gives the lamp current in 
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this case as 11 amps. In order to secure an equal illumination 
with the same lamp and the double reflection (the upper carbon 

* This is not quite correct, as the standard or unit ilimnination curve for 
a lamp with globe has here been assumed. For inverted arcs, namely, lamps 
without globes, the unit illumination curve, and hence * per 1 c.p., could be 
obtained from the polar curve L, Fig. 123. 
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positive), about twice as many lamps would be required. In 
Tables XIX. and XX. some values of the reflecting powers of 
suz&ces and approximate values of the mean horizontal 
iUmnination required for exterior and interior lighting are given. 



TABLE XIX, 

BBFLECTION OF YABIOUS SUBFAGES (dB. SUHPNBB). 
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CHAPTER V 

EXTERNAL CONNECTIONS 
(INSTALLATION) OF ARC LAMPS 

AND ACCESSORIES 

I. EXTERNAL CONNECTIONS 

GENEBAL 

Generally in all types of arc lamps a resistance is used, 
which, according to the lamp construction, may be in the 
lamp circuit either continuously or only for the time during 
which the lamp is burning. The continuous connection is 
required by all shunt arc lamps, and also by series and 
differential arc lamps with a long arc, viz. enclosed and flame 
arc lamps. In series and differential arc lamps with a short 
arc (1 to 3 mm.), the resistance may be cut out in pro- 
portion as the lamp pressure (or the sum of the lamp pressures) 
increases with the consumption of the carbons, till the normal 
regulating pressure is reached. It is assumed in this case that 
the mains pressure amounts to one or more times the lamp 
pressure, plus the IE mains drop. The resistance is, therefore, 
made in several sections, and is provided with a special sliding 
contact. With a suflBciently great striking pull of the lamp 
and a sufficient cross-section of the leads, which can carry a 
momentary increase of the lamp current, the starting resistance 
may be omitted, in which latter case the mains pressure must 
be constant, and only the best carbons be used. For direct 



EXTERNAL CONNECTIONS OF ARC LA MPS y ETC. 157 

current resistances only need be considered, whilst for alternat- 
ing current both these and reactances (choke coils), are used. In 
the former case it is desirable to obtain the smallest possible 
dimensions of the resistance material used, but it must be un- 
usually strong, so as to allow of an increase of temperature of 
several hundred degrees. It must, therefore, be mounted upon a 
fireproof base (soapstone, etc.), and have sufficient ventilation. 
Choke coils, on the other hand, waste much less power. Their 
winding is nearly always of cotton-covered copper wire, and the 
heating thereof must only be slight, owing to the cotton covering. 
It is desirable to mount the coil on a base which has no resonance. 

The most suitable regulation of alternating current lamps is 
dependent on the shape of the current curve. This again is 
influenced according as choking coils, arc lamp transformers, or 
non-inductive resistances are used. The regulation of the lamps 
in the test rooms of works is therefore properly effected with 
their corresponding accessories. 

Each circuit is generally protected c^ainst shorts, etc., by 
double-pole fusible cut-outs, which will fuse at three times the 
lamp current, and the minimum diameter of the leads is chosen 
accordingly. Every circuit is likewise provided with a special 
double-pole switch, and also, if several circuits are switched in 
or out with a common switch, as is often the case if the switching- 
in of distant circuits is effected by a common feeder from the 
Central Station. 

The supply leads are connected to terminals fixed in the 
lamps in such a way, that with direct current, the positive main 
is connected to the positive cored carbon through the fuse 
and the switch. With series working the negative carbon 
is connected to the positive carbon of the next lamp, and so on. 
The resistance may be connected with any desired lamp or 
with the row of lamps in series. With alternating current a 
particular order of connection of the lamps with regard to the 
carbons is unnecessary. 
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The ohmic value B of the resistance may be determined by 
the formtda — 

K J 

where E = supply pressure, ei, gg, , . . = lamp pressures, 
^m = pressure drop in leads, I = lamp current. 

In general, the value of the resistance is only determined 
approximately, but is made capable of variation, and is adjusted 
with the help of a voltmeter and an ammeter until the heated 
lamps maintain the correct and constant electrical value, for 
which they have been previously adjusted in the works' test- 
room. With inductive resistances (choke coils), which ar« only 
used for alternating current, the resistance of the winding is 
only of secondary importance. With direct current, inductive 
resistances cause the arc to be struck more quickly, but are 
little used owing to their cost. It usually suffices to determine 
the reactance pressure to be created by the choke coil with 
the particular lamp current passing through it, whilst the exact 
adjustment is only made where the lamp is connected in circuit, 
as in the case of the non-inductive resistance above. The 
necessary reactance pressure e« of the choking coil is calculated 
by the formula — 



or more accurately — 

e. = v/E« - (ei + ea. .. -h e^ -HE)« 

in which IB is the ohmic drop of the choke coil and e^ the 
pressure drop in the leads. The terminal pressure t of the 
choking coil is then — 

« = ^/e? + (IK)a 
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or — 

e? = E2 - (^1 + ea... + e^ + IE)a 
e.2 = ea _ (iji)2 

The ohoking-coil terminal pressure may be easily obtained 
graphically as in Fig. 141, in which E is the mains pressure to 
a given scale of volts. On E a semi-circle is drawn with half 
E as radius. Then the sum Sc of the lamp pressures ^i, e^ etc., 




E 
Fig. 141. 

plus the mains drop (and, if known, the ohmic drop in the 
choking coil) is drawn to the same scale of volts as E in the 
diagram by describing an arc with centre on the extreme end 
of E and radius S^ and joining up the point of intersection with 
semi-circle to the extreme end chosen. 

The reactance pressure e^ of the choking coil is E times the 
sine of the angle by which the lamp current is out of phase with 
the mains pressure. As the lamp current I (flame arc lamps 
excepted) is in the same phase with the lamp pressure the con- 
sumption of energy in the lamp circuit equals — 

I («i + ^ . . . ^m + IR) = I . E cos o 
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EXTEBNAL CONNECTIONS AND ADJUSTMENT OF 
DIRECT OnEEENT LAMPS. 

Without Bccessoiy apparatus, series type of lamps, as 
already mentioQed, are only suitable for single or parallel 
connectioD, as shown in Fig. 142. With the mains pressure, 
110 to 220 volta usually employed, the only series lamps which 
need be considered are enclosed lamps with a F.D, across the 
arc of 70 to 80 or 130 to 150 volts. 

A Toltmeter placed across the terminals auMces to adjust 
the lamp resistance. The latter must be so a^nsted that the 
lamp bums with the correct 
P.D. across the arc in the 
normal condition. As the 
burning away of the carbons 
in enclosed arc lamps is 
exceedingly slow, it often 
happens that the normal 
regulation is only reached 
after some hours. 

To save time, the inner 
globe is removed (if prac- 
ticable) antU the resistance 
""' '*^ is correctly adjusted. By 

this means the carbons bum away more quickly and the 
electrical conditions of the lamp adjust themselves in a 
shorter time. The correct connection of the terminals to the 
mains for direct current is checked by switchii^ off the lamp 
and observing the carbon points: that carbon which glows 
longest is obviously connected with the positive pole of the 
supply, and with enclosed lamps must always be the upper 
carbon. It this is not found to be the case, the connections 
must be reversed. 
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EXTEENAL CONNECTIONS AND ADJUSTMENT OP 

SHUNT ABO LAMPS. 

Shunt lamps are adopted for both multiple and series 
conneetion. In order to obtain a steady light the supply 
pressure must be considerably greater than the pressure 
required by each lamp. This difference^ about 25 to 35 per 
cent, of the mains pressure, is absorbed by the mains drop and 
the separate lamp resistances. 

With 110 to 220 volts, two or four direct current lamps can 



+ 







Fig. 143. 

be connected with a P.D. across the arc of 40 volts. With 
220 volts, five direct current lamps may also be connected with 
35 volts P.D. across the arc; and three or six alternating 
current lamps in series with 30 volts P.D. across the arc, for 
110 and 220 volts respectively. If the number of lamps to be 
installed is greater than the number possible to be put in series 
for the given supply pressure they can be divided into groups 
connected in parallel, each group consisting of a possible 

M 
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Dumber of lamps and a resistance in series as in Fig. 143. The 
current with which the lamps hum depends upon the valoe of 
the resistance. In order to fix the 
latter, an ammeter should he in- 
serted in each lamp oirooit in turn, 
and the reaistanoe increased or 
decreased until the ammeter indi- 
cates the raq,uiied lamp current. 
This should he done when t^ 
lamps are heated to their maximum, 
which is generally reached, at the 
latest, after burning for an hour 
and a half. 

By the use of a regulating 
resistance (with a lever handle) 
the current and the light intensity 
can he regulated at any time within 
the limits of 25 per cent, above or 
below. The permanently connected 
portion of the resistance is then 
adjusted for the maximum ounent. 
Combinations of lamps such as shown in I^. 144 may be 
employed. It mnst be pointed out that in this case the 
resistances must be connected to the individual branches, and 
the desired current in these must be correspondingly regulated, 
^e sum of the currents in two adjacent branches will be 
the current passing through the lamp connected to the junction 
of these branches, and so on. For instance, lamp I4 bums with 
the sum of the lamp currents Lg and Lg, which may themselves 
he unequal. I* or Lb may be switched off if necesaaiy, provided 
that Lj bums correspondingly thin carbons. 
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DXTEBNAL CONNECTIONS AND ADJUSTMENT OF 

DIFFEBENTIAL ABC LAMPS. 

Differential lamps^ like shunt lamps, may be connected in 
single, multiple, in multiple series, or in series. 

The regulation of the electrical conditions of the arc is more 
exact, since both the P.D. across the arc and the lamp current 
influence the mechanism, and the unsteadiness of light, due to 
varying mams pressure, is less than in shunt lamps. A dis- 
advantage of this lamp, as contrasted with the shunt, is that 
the light intensity cannot be obtained by altering the resistance 
only, as in the shunt lamp, but the ampere-turns in the regulat- 
ing magnets must be also adjusted. The alteration of the 
turns is effected by providing tappings to particular portions of 
the winding. These tappings make it possible to put in or cut 
out a number of turns. Further, an adjustable resistance may 
be connected in parallel with the series magnet so that only 
a part of the lamp current passes through its turns. The 
alteration of the electrical conditions of one lamp, by the above 
adjustment, influences also the regulation of the remaining 
lamps in series. An adjustment of the lamps (already installed) 
for another current is therefore generally not practicable without 
auxiliary apparatus. A voltmeter placed across the terminals 
of direct current differential lamps is used to fix the resistance 
exactly, so that in a heated condition of the lamp, the latter 
bums with the correct P.D. across the arc. The lamp current 
will then be correct, assuming that with above adjustment 
the lamps have been regulated in the works for the desired 
pressure. 

Witii alternating current a subsequent adjustment of the 
lamp cannot be avoided, because the wave form of the current 
influences both the most suitable arc length {i.e, the P.D.) and 
the attraction of the regulating magnets, assuming that the 
frequency of the current is the same as the one at which the 
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lamp was r^ulated by the makers. It ia desirable to counect 
an ammeter in the lamp circnit when adjnstmg the reactance 
by means of the voltmeter across the lamp terminala. 

If in lamps with an open arc and nntreated carbons the 
l^t is of a violet hue (too loi^ an arc), or the light is too little 
(too short an arc), the reactance mnst be increased or decreased 
accordingly. If the ammeter shows too great a deviation &om 
the desired current, ret.^iistment is necessary. This shonld 
only be done by a skilled hand. 

In adjusting alternating current Jlame are lamps of h^ 
varieties, only measuring instmjoenta independent of wave form 
and frequency of the current must be used. 



II. ACCESSORIES FOR EXTERNAL CONNECTIONS. 

The most necessary acceBSories are the frequently mentioned 
resistances ; of the others, we have regulating resistances with 




lever, automatic resistances, choking coils, transformers, and 
automatic appliances, which prevent the extinction of other 
lamps in series should one go out. 
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Lamp resistances naually consist of 60 to 80 feet of Eoieka 
wire, 1 to 2*5 nun. diameter, for loads of 3 to 15 amperes. 
These wires are wound 
on solid, bare porce- 
lain reels or porcelain 
insulators joined to- 
gether. Adjustable 
metal collars act as 
contacts. According 
to the place of the 
mounting, they are 
provided with a per- 
forated or rainproof 
covering (Figs. 145 
and 146). 

A starting resis- 
tance with a lever 
handle is shown in 
Fig. 147. It consists 
of a number of spirals 
of Eureka wire fixed 
to and insulated from 
a cast-iron base with 
cover and suitable 
contacts connected to 
points of the spirals. 
The lever (the handle 
of vhich can be seen 
in Fig. 147), moved '"' '"' 

slowly over the contacts in the direction of the arrow, cuts out 
these spirals. Figs. 148, 149, and 150 show the connections of 
direct current differential arc lamps for 110 to_220 volts and 
the use of this starter. 

Autoinatic starting resistances (Fig. 151) need only be 
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considered in those cases in which hand'inaDipiilated starters 





Fra. 149. B^a- IM. 

are not suitable, either owing to lack of time or to the 
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unrelialolity of the persona to whom the switobiog on of Uie 
lamps is entrusted. 

They nsually consist of a solenoid through whidi the 
lamp current passes. At one end of tlie iron core is a 
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sliding contact which slides over a nnmbei of segmentB. 
At the other end is a spiral spring and a dashpot which 
counter-balance the attraction of the solenoid and fona a 
brake to the movement. The segments of the contact soifaoe 
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are connected with definite points of the reaistance, as shown 
in the scheme of connections in Fig. 152. 

Fig. 153 shows a choking coil consisting of a rectangular 
iron core boilt up of stampings with the four sides bolted 
together. Two limbs are wound with insulated copper wire. 
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and the whole is enclosed in a protecting cover. The four 
parts can be bolted so that an air space may be introduced 
between the cross-pieces and the wound limbs, in order to 
r^ulate the reactance pressure {i.e. the impedance of the choke 
coil) with a given magnetizing current (lamp current). 
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Fig. 154 shows an A.E.G, are lamp tromsformer ; for 
presaures np to 220 volts these amall transfonners are 
nearly always constructed as auto transformers or economy 
coils, in which both primary and secondary carrents pass 
through the lamp If I is the lamp current, t'l the primary 
current, and 1^ the secondary current of the economizer 
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155 to 157), then, neglecting the mf^etizing 



I = ii + ia 

If e is the secondwy pressure of the transformer, then the 
supply to the lamp circuit is le = (h + ij)* j but the load of the 
transformer itself is only lae = le — iie, that is, the load on 

the transformer may be smaller than that necessary for the lamp 
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oircnit by the product of the primary ouirent and the secondary 
pressure. If E is the supply pressure, then the primary current 




(*i) is given by consideriug the primary and Becondary watts o 
the transformer. 
We have — 

iii(E - e) = i-^ 
hence — 

i,(E -«) = (!- ti)e 

iiE = le 

. le 

^^ = E 
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in which formula, allowing for the necessary steadying resistance, 
e must be taken about 25 per cent, higher than the lamp itself 
requires at the terminals. 

The steadying resistance is usually connected in the primary 
circuit in order to diminish still more the transformer load, so 
that, in fact, e is then only greater than the lamp pressure by 
the amount of the drop in the leads between the transformer 
and the lamp. This holds good with single lamps or lamps 
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burning in series, assuming in the latter case that the lamps 
always bum together (see connections in Figs. 155 and 156). 
With the connections as in Fig. 157, where one lamp may be 
switched out, the steadying resistance must be placed in the 
lamp circuits. 

The automatic substitutioTud appliance is used as desired 
with arc lamps connected in series. Its purpose is to ensure the 
continuous burning of lamps connected in series, should one 
of them be extinguished. It is also intended to prevent a hi^ 
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pressure at the terminals of the individoal lampB which would 
unduly heat the lamps or fuse the winding of the shunt magnet. 
This appliance is nearly always used with direct current pres- 
sures above 220 volts, and alternating current above 130 volta. 
Beneath these limits the use of the appliance depends more or 
less upon the coastruction of the lamp (viz. upon the watts 




consumed by the shunt winding, etc.), and upon the degree 
of safety desired with a given instailation. In railway stations, 
for example, such an appliance ia generally employed. It 
usually comprises an automatic switch and a compenaating 
resistance. The latter is switched into the lamp circuit instead 
of the arc resistance, when a lamp is extii^uished. 



AJIC LAMP ACCESSORIES 173 

The automatic working of the switch S may he so operated 
(F^. 158) by a special electro-magnet, M, excited by the lamp 
pressure, that with an unduly rising lamp pressure (as when the 
feed has ceased) the magnet draws up the iron core and holds it 
so long as the carbon points do not touch for strikii^ the arc 




The switch may close by gravity or springs and thereby switch 
in the compensating or substitutional resistance. In "Fig. 158 
at A the lamp is supposed to.be extinguished and the resistance 
E switched on, whilst at B the lamp is burning and the resist- 
ance R switched off. In most cases the automatic switch is 
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operated by the lamp mechanism and the substitutional resis- 
tance is fixed in the lamp^ as is shown in the A.E.G. direct 
current differential arc lamp (Fig. 159). The current flows as 
follows : — 

(A) When a lamp is burning : The main current flows from 
the positive terminal through the series magnet coil Se to the 
upper carbon holder Hi, to the arc B, the lower carbon holder 
Ha, and to the negative terminal. The shunt current flows from 
the positive terminal to the shunt magnet winding Sh, the 
detent S, the escapement B, to the base plate and negative 
terminal 

(B) When the lamp is extinguished, owing to used-up 
carbons or any obstructions which prevent the separation of the 
carbons : The armature is drawn down by the shunt magnet 
Sh further than is necessary for the release of the escapement 
B from the detent S, The contact pieces Ci and C2 then touch 
and remain in contact, so that the substitutional resistance B is 
switched in. The main current then flows from positive terminal 
through the resistance B, through the contacts Ci and Ca, back to 
the base plate and negative terminal. The shunt current flows 
from positive terminal to the magnet BS and back to the base 
plate and negative terminal. 

The shunt magnet is continuously excited and maintains 
the contact between Ci and Cg so long as the remaining 
mechanism of the lamp does not perform its functions. If the 
latter works, t.e. if the carbons touch, the shunt magnet is 
short-circuited, and consequently becomes void of current, 
whilst the series magnet is strongly excited and draws the 
armature up and the contact C2 away from the contact surface Ci. 

With alternating current arc lamps a similar apparatus may 
be used, or choking coils may be connected in parallel with the 
lamps, which is the more usual method (Fig. 160), These choke 
coils, called compensating coils, absorb continuously a few watts 
(about 16 per coil), but have the great advantage of absolute 
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safety, owing to the elimination of any contact device. In 
contrast to the ordinary choke coils mentioned on page 168 




a-± 



these choke coils have a constant well-closed magnetic circuit. 
They are so wound that with the normal lamp pressure they 
take little magnetitiog current, and the iron is highly 
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saturated. If for any reaeon the feed of a lamp ceases, the 
lamp pressure will immediately rise and a large part of the 
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main current will flow through these safety coila, mitil, finally, 
the arc ib extinguished and the whole of the current passes 
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through the coU. In Mg. 161 is shown the variation of current, 
lamp pressure, consumption of watts, power factor, etc., for six 
alternating current lamps in series, with a supply pressure of 
220 volts, being extinguished consecutively and replaced by 
their compensating eoils. If all the lamps are burning, the 
power factor is, in spite of the shunted choke coils, about 
1 (cos * = 0*98). If one lamp goes out the pressure at the 
terminals of the safety coil now called into operation increases 
to about double the lamp pressure. Since the compensating 
coil pressures are added vectorially, the current and lamp 
pressures of the remaining lamps alter but little, in spite of this 
increased pressure per coil, whilst the power factor amounts to 
0*9. When a second lamp goes out the total impedance 
pressure of the compensating coils falls too, although the 
current increases. The cause of this is the alteration of the 
wave form of the current owing to the switching in of these 
reactances. This alteration in wave form also occurs owing to 
the increased arc length which takes place, although the lamp 
pressure remains almost the same. It is only when more than 
three lamps are extinguished that the variation of current and 
pressure becomes so great that the remcdning lamps do not bum 
satisfactorily. This ,is not important in practice, since when 
one lamp has gone out remedial steps are taken. 

An additional safety apparatus is the minimum anUynmtic 
cuUout. This is us^d when the lamp is not provided with the 

< 

above described compensating device. They are also used when 
the strength of the supply pressure would cause a burning out 
of the shunt windings of single lamps in the event of a single 
lamp going out and the circuit not being broken in time. 
Rg. 162 shows the construction of such a switch of the A.E.G. 
In this a magnet M, excited by the lamp current, draws up the 
armature A pivoted at O. The armature with normal lamp 
current holds the switch blade by means of a projecting piece N. 
If the feed ceases in the lamps, after the carbons have been 
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consumed, then the F.D. acroos Uie arc iacreases and the lamp 
current decreases, until, fioallj, the electro-magnet of the 
minimum cut-out lets tlie armature fall, BO that the projeotlon 
frees the switch blade. Under the influence of the springs Ft 
and F) the switch is sprung out of the contacts G, and at the 
same time the drcait is broken. The protection giren by tins 
apparatoa is, however, only conditional, since, for example, if the 
lamp pressure increases in one lamp only, the F.D. in the 
remaining lamps decreases with the lamp current (assuming 
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differential lamps). Under certain condidons the terminal 
pressure of one lamp may attain a value which is dangerous for 
the magnet winding, without the alteration of current being 
great enough to bring the minimum switch into operation and 
to break the circuit. Another disadvantage of this apparatus 
is tie undesired breaking of the circuit if for any reason there 
is a temporarily large decrease in the supply pressure. 

There still remains to be mentioned the cwrreTU indicator. 
It is connected in the lamp circuit in those cases in which the 
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awitching-in of the lamps is effected irom a place at which it is 
not possible to see if the lamps are burning or not. Fig. 163 
shows such sa indicator. It consists of a solenoid, through 





:Fio. 168. 



which the lamp cnirent passes, which attracts an iron core with 
a mark on it. From the position of the iron core the operator 
can discern the presence of the correct lamp cmrent. 
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APPEN. 

Cost op thb most 



Source of Light. 



Gas (Flat flame) 

Qas ( Argand flame) 

Gas (Begenerative) 
burner) / 

Gas (Inoandesoent) 

Spirit lamp (InO 
oandeacent) / 

Petrolemn 



Petroleum (Incan- 
descent) 

Acetylene 

Incandescent 1 
electric / 

Electric arc 



Excello flame arc 



} 



SS 



^3 



C.P. 



IC 

16 

100 

50 

SO 
30 
40 
60 
16 

450 
2759 



8 



Me«sared tor 



/Horizontal lights 
\ intensity / 



>» 



I Mean hemispheri-j 
\cal light intensity/ 

{Horizontal light^ 
intensity / 



GooraiBptioD 
per hour. 



5 cub. ft. 



6*49 



141 



»> 



♦> 



Total 

qiMnti^ 

of beet 

pio- 

dnoed. 



Heet de- 
veloped 
per 

candle. 



per hour. 



B.Th.U. 



»» 



»» 



»» 



»» 



3-85 „ 
0164 gals. 



{Mean spherical) 
light intensity / 

{Mean hemispheri-^ 
cal light intensity/ 



•0309 



M 



•0143 „ 
1-38 cub. ft. 
52 watts 



354 



»> 



460 „ 



2660 
3450 

7940 

2160 

1870 
4140 
2370 
2309 
179 

1205 



B.Th.U. 



166 

216 

79-4 

43-3 

45-6 
138 
591 
38-5 
11-2 

2-68 



♦ After Prot W. 
Note.— Price of gas taken as 2a. 9d, per 1000 cab. ft. ; petrolenm 



\ 



DIX II 

USUAL SOUBCES OF LiGHT 



Cost 
per 100 
caadle- 
bonrt. 



Pence. 



1-03 



1-34 



0*465 



0-248 



0*383 



0-721 



0-25 



1-09 



1-3 



0-315 



0067 



Cost of 
burning 
per hoar. 



8 



Pence. 



0-165 



0-181 



0-465 



0-124 



01148 



0-2163 



01001 



0-65 



0-208 



1*42 



1*84 



10 



11 



12 



13 



14 



Mean bemltpherlad licht intensity, cost of bnming per 100 
cendle-hoorp, and qiuntity of beet aereioped per candle after 

bonung 800 boors. 



Witbont enelosare. 



C.P. 



10-6 



10-4 



100 



29 



15 



20 



20 



40 



14 



450 



2750 



Pence. 



1-55 



206 



0-465 



0-428 



0-766 



108 



0-5 



aTb.U. 



7-485 



0-315 



0-067 



250-5 



832 



79-4 



74-7 



91-2 



207 



118 



57-7 



12-8 



0-676 



With enclosure. 



Enclosure. 



Opal glass shade 



»» 



»> 



♦» 



>» 



»» 



»> 



»♦ 



Alabaster globe 



»» 



C.P. 



Pence. 



14*4 



100 



40 



21 



28 



28 



56 



20 



382 



2340 



1-49 



0465 



0-31 



0-547 



0-773 



0-357 



M7 



104 



0-371 



0-079 



B.Th.U. 



240 



79-4 



541 



65-1 



148 



84-4 



41-2 



8-96 



0-796 



Wedding's table. 

and spirit as Id, per gallon ; price of eleotricity as 4<{. per B.T.U. 



APPENDIX III 

STANDARDIZATION RULES ON PHOTOMETRY AND 
LAMPS OF THE AMERICAN INSTITUTE OF 
ELECTRICAL ENGINEERS 

341. Candle- Power. — The luminous intensity of sources of light 
is expressed in candle-power. The unit of candle-power should 
be derived from the standards maintained by the National 
Bureau of Standards at Washington, D. 0., which standard 
unit of candle-power equals ^ of the Hefner unit under 
Beichsanstalt standard conditions for the Hefner. In practical 
measurements seasoned and carefully standardized, incandescent 
lamps are more reliable and accurate than the primary standard. 

342. Candle- Lumen. — The total flux of light from a source is 
equal to its mean spherical intensity multiplied by 4ir. The 
unit of flux is called the candle-lumen. A candle-lumen is the 

— th part of the total flux of light emitted by a source having 

a mean spherical intensity of one candle-power. 

343. Candle-Metre. — The unit of illumination is the candle- 
metre. This is the normal illumination produced by one unit 
of candle-power at a distance of one metre. 

344. (a) Candle-Foot. — Illumination is occasionally expressed in 
candle-feet. A candle-foot is the normal illumination produced 
by one unit of candle-power at a distance of one foot. 

345. 1 candle-foot = 10-764 candle-metres. The use of the candle- 
metre unit is preferable and is recommended. 

346. The Efficiency of Electric Lamps is properly stated in 
terms of mean spherical candle-power per watt at lamp 
terminals. This use of the term efficiency is to be considered 
as special, and not to be confused with the generally accepted 
defljiition of efficiency in Sec. 85. 
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347. (a) Efficiency, Auxiliary Devices. — In illruninants re- 
quiring anxiliary power-consuming devices outside of the 
luminous body, such as steadying resistances in constant 
potential arc lamps, a distinction should be made between the 
net efficiency of the luminous source and the gross efficiency of 
the lamp. This distinction should always be stated. The gross 
efficiency should include the power consumed in the auxiliary 
resistance, etc. The net efficiency should, however, include 
the power consumed in the controlling mechanism of the lamp 
itself. Comparison between such sources of light should be 
made on the basis of gross efficiency, since the power consumed 
in the auxiliary device is essential to the operation. 

348. (5) A Standard Circuit Voltaire of 110 volts, or a multiple 
thereof, may be assumed, except where etpressly stated 
otherwise. 

349. Watts per Candle. — The specific consumption of an electric 
lamp is its watt consumption per mean spherical candle-power. 
^' Watts per candle " is the term used commercially in connec- 
tion with incandescent lamps, and denotes watts per mean 
horizontal candle-power. 

350. Pliotometric Tests in which the results are stated in candle- 
power should always be made at such a distance from the source 
of light that the latter may be regarded as practically a point. 
Where tests are made at shorter distances, as for example, in the 
measurement of lamps with reflectors, the results shoiUd always 
be given as ^' Apparent candle-power " at the distance employed, 
which distance should always be specifically stated. 

351. Basis for Comparison. — Either the total flux of light in 
candle-lumens, or the mean spherical candle-power, should 
always be used as the basis for comparing various luminous 
sources with each other, unless there is a clear understanding or 
statement to the contrary. 

356. '* Reading: Distance. *' — Where standard photometric 
measurements are impracticable, approximate measurements of 
illuminants such as street lamps, may be made by comparing 
their ^^ reading distances " ; %.e. by determining alternately the 
distances at which an ordinary size of reading print can just be 
read, by the same person or persons, when all other light is 
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screened. The angle below the horizontal at which the 
measurement is made should be specified when it exceedH 15^ 
357* In Comparing Different lominons sources not only should 
their candle-power be compared, but also their relative form, 
intrinsic brilliancy^ distribution of illumination, and character 
of light. 



